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PREFACE. 


This book contains in as compact a form as'is- 
consistent with clear exposition, a resume of those im- 
pertant conclusions in Electrical Engineering that are 
generally admitted by the Heads of the Profession 
throughout the w orld to be correct. There is there¬ 
fore no claim to originality as regards the matter. . 
As regards the exposition, the theory as a whole is 
exhibited in what appears to the author to be a logical 
seijuence, and is clenched at every suitable point by a 
number of worked examples. A large number of ex* 
.imples is offered which the student may, and should 
^\ ork for himself. 

A long experience of teaching and practice has 
convinced the author that it is not possible-to learn the 
art and science of Engineering from books only. They 
are to be regarded as a useful and indeed indispensable 
auxiliary to the spoken word of an energetic teacher, 
and to much practice in the workshop and drawing 
office. 

The omission of matter best apprehended from 
Jectures or from practice in the drawing office and 
workshop is deliberate. The reader is hereby warned 
that he cannot become an Engineer merely by reading 
this or any other book. 
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CHAPTER I. \\0\ 


L'BRARY 

928 


THB MAQNBTIC EFFECTS OF 

1. ForceonaCoadnctortcarryii^ 
in a Magnetic Field.— When a wire, carrying a 
current, is placed in 
magnetic field, perpendi¬ 
cular to the lines of force, 
it causes the field to be 
. distorted, and this tends to 
force the wire in such a 
direction that the lines shall 
take up again their normal 
position ( Principle of 
Electric Motor). (Fig. 

■ 1 - 01 ). 

Thus . a conductor, 
carrying a current, when Magnetic lines due to conductor 
placed in a magnetic • field P'*"'* *" * "“gnetic 

* .. ’ field. 

IS repelled from the Fig. 1-01 ' 

'll V a certain mechanical force acting at right- 
angles both to the conductor itself and to the lines of. 

force in the field. 

If the field is uniform, the magnitude of this 
repeUing force k found as follows 

. Let Hiz magnetizing force, or intensity of the 
field, 




2 THE ELEMENTS OF APPLIED ELECTRICITY 


L=length of conductor ncross the field in cm, 
I=amperes of current flowing in the 
conductor, 

F=repelling force. 

' Thus, F (in dynes) (P. 282, Vol. I). 


If the conductor is inclined at an angle a. 


F= 


H L 1 sin . 
10 


■( 1 ) 


Example 1 —A copper wire carrying a current of 5 
I*, amps, is placed in a magnetic field of 40,00.0 lines per sq. 
cm. What is the fprce in pounds on each centimetre of 
the wire (a) if it lies perpendicular to the direction of 
the magnetic field, (b) if it lies parallel to the field, (c) 
if it makes an angle, o, with the direction of the field ? 

Solution:— 


I L B sin a 

Kr~’ 


F, per cm. = 


I B sin o 
10 


(a) Sin a=sin 90° = 1 
1 = 5 amp. 

B=40,000 

„ 5 X 40,000 X 1 

F, percm.=— 


10 

=20,000 dynes. 

20,000 


dynes 


981 


=20. 4 grams. 




THE MAGNETIC EFFECTS OF A CURRENT 


= -33^ =.0449 lb. 

(b) -Sin a=sin 0 = 0, 

.-. F, per cm. = 0. 

(c) I'or any an^le a, 

„ I B sin a , 

1 ', por cm. =- tt: -dynes. 


10 

5 X 40,000 
10 


sin a dynes. 


= 20,000 sin o dynes. 
= .0449 sin o lb'. 


Mutual Action of Currents. 

2. Force between two infinitely Long Parallel 
Conductors. —In a long straight conductor a current ij 
produces a magnetic field H = 2ii/^ at u distance ^ from 
it, and a second straight conductor, carrying 
a current ij, parallel to the first, will experi¬ 
ence a force Hi^ or 2 ij i^// per unit 
length (Fig. 1'02). By Ampere’s hand 
rule it is seen that when the currents are ^ 
in the same direction the force urges ij 
towards i |; and when in opposite directions 
the force drives ia away from ij. Thus 
in two infinitely long parallel conductors, * > ' 

currents in the same direction attract Fig. 1-02 

eacb other, and those in opposite directions repel 
each other. 
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The same conclusion is arrived at by drawing the 
magnetic field due to the two parallel currents. When 
the currents are in the same direction the lines or tubes 
of force surrounding the wires, would, by their tendency 
to shorten, urge the wires together. When the currents 
are in opposite directions, therp are no tubes of force 
surrounding both the wires, and since they are inore 
crowded in the space between the wires than in that 
outside, the lateral jjressures of the tubes will urge the 
-wires apart. Thus .we deduce the following laws ;— 

(1) Two PARALLEL Currents attract or- repel 

one another according as they flow in the 
same or in opposite directions. 

(2) Two NON-PARALLEL currents attract one 

another if both approach or both recede from 
the point of meeting of their directions, while 
they repel one another if one approaches and 
the other recedes from that point. 

(Sec Figs. 1-03, 1-04, 1-05.) 




Fig. 1.04 Fig. 1.05 

Attraction and repulsion of two parallel and non-paral!d currents. 
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3< Repulsion between Conductor and Return 
Conductor.— 

Let I = current in ntnperes flowing in a circuit 
cf two parallel conductors, one being 
a return for the other ; 

/= distance, in pentinietres, between jthe 
conductors ; 

L = inductancc; 


d = diameter of each conductor in cent!- 
metres, 

g=acceleration of gravity in C.G.S. units. 

Then, the two conductors repel each other hv u 
mechanical force exerted by the magnetic field of the 
circuit on the current in the conductors. 


„ P (IL - 

Now, r=~ -- 10’grms.. 

2 g at 


•( 1 ) 


And, the inductance of two parallel conductors, is 
L= 41og,. J 10-“ henrj-s. (2) 

Hence, differentiateil = ——— . 

al I 

••• 


^ 20-4 13 10-0 
F s=-;-grams. 
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It will be seen that if the conductors arc close 
together, and the current is very large, as the momentLiry 
short-circuit current of a large alternator, the forces 
may become appreciable. 

Eximple 2-—6600-volt 10,000-kw'. quarter-phase 
altecnator feeds through single conductor cables having 
a d.ist.mcc of 20 cm. (8 in.) from each other. A short- 
circuit occurs in the cables, and the momentary short- 
circuit current is 12 times full-load current. What is 
the repulsion between the cables ? 

•Solution:— 

Full-load current is, per phase# 758 amps. Hence, 
short-circuit current, I = 12 x 758 = 9096 amp., and, 
/=20 cm. Hence, F‘ = 84 grams per cm. 

Or multiplied by 30.5/454, 

F = 5.6 lb per foot of cable, 

that is, pulsating between 0 and 11.2 lb. per foot of 
cable, and hence, sufficient to lift the cable from its 
supports and throw it aside. 

Problems such as the opening of disconnecting 
switches under short-circuit, etc. can also be investi¬ 
gated in a similar way. 

Example 3.—^Two parallel conductors carry currents 
of ^00 amperes and 150 amperes respectively in the 
same direction. Find the force between them per 
centimetre length if their centres are 4 inches apart. 
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Solution:— 

The field produced by the current of 200 amperes 
at the centre of the other wire is, in C. G. S. units, 



i 


= ,v; in practical units, since the 

/xlO ‘ 

current is given in amperes (See p. 270, Vol. I). 


2x200 

10x4x2-54 


3-93. 


The force due to this field on one centimeter length 
of the second wire is 


BLI , 3-93x 150x1 

__ dynes - 

= 58-95 d3Ties. 

The force is one of attraction. 


(Art. 1). 


Example 4. —A storage battery having a discharge 
rating of 8000 amps, is connected to the switchboard by 
copper bus-bars which have a cross-sectioli of 1 in. by 
8 inches, and which are spaced 6 ins. centre to centre, 
the 8 ins. face being in parallel vertical planes. Assum¬ 
ing that the current may be con idered to be concentrated 
at the centre of cross-section, what must be the 
distance between supporting brackets in order that the 
bus-hars may not deflect more than 1/4 in. ? 
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Solution:— 

Let Fig. 1-06 represent cross-sections of the bus-bars. 


Assume that the bus-bars 
are sufficiently long, so 
that,, for all practical 
purposes, they may be 
consiJered as infinite in 
length. 

The current flows in 
the JirecJion indicated. 
The flu.\-density at the 
centre of bus-bar “b” due 
to the current in “a” is 
given by the equation, 


(a) (b) 



N 



3 

/ 

'1 

LL 

-*ffO 

...i 


i<— 6 - — ^ 

SECTION OF BUS-BARS. 
Fig. 1-06 


B = 


21 

10 / 


(Art. 2.) 


_2 xsqoo 

6 X 154 X id* 


= 104.982 gausses, 


and the lines of force have the direction shown by the 
■lotted arrow. Using Uie left-hqnd rule, the direction of 
the force on “b” will be to the right; similarly, the 
force on “a” will act towards the left. The direction of 
these two forces, therefore, agrees with the known fact 
that ‘P'lRJlfil conductors carrying currents in opposite 
directions mutually repel each other’. 

The force per inch of length on bus-bar “b” is then 
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104.982 X. 54x8000 

_ _ - 

= 213319.36 dynes per inch. 

= .479 lb. per inch. 

Each bus-bar is then equivalent to a uniformly 
loadc.l beam, which, for sim|)licity, may be consiila'ed 
to be like a beam fi.ve.l at the ends, the ends being the 
points of attachment to the supporting bra''kets. The 
deflection of such a beam is given by. the formula 

S—- 

" 384 ET 

where w is the load per unit length, 

/ is the length between supports, 

E is the modulus of elasticity of the material of 
the beam, 

I is the moment of inertia of the cross-section. 
The latter is equal to 

I=-^bh^ 

where b is the width of the beam, and h is the depth. 
Substituting 8 = -^- inch, 

w = .479 lb. per inch, 

E = 15 X 10'' (the value for hard drawn copperV 
and 1 = 1/12 bh’=l/12x8 = 2/3, 
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„ 384x 1 O' 96x10' 

or /’ =_=- 

• .479x4 .479 

•. /= 211.5 inch 

= 17 ft. 7.5 inches. 


2004.175365 


Strength of a Magnetic Shell —If :i thin 
.sheelt of steel or iron is mugnetised so thiit opposite 
polarities are distributed uniformly over the flat faces, 
the rlistribution is then said to be ‘Lamellar’ as com¬ 
pared with the ‘Solenoidal’ distribution in a long thin 
wire. Such a magnetised sheet is termed a ‘MAGNETIC 
Shell’. 


The magnetic moment per unit area of the shell is' 
Ciilled the ‘Stnngth' of the shell. Thus, if be the 
strength of the shell, a its area, o- = pole-strength per 
unit area, /= thickness of the shell, then, 

<)b = (r X I 

and the Moment of the shell=a x a x 1. , 

S Equivalent Magnetic Shell- —Consider any 


closed circuit ABCD travers¬ 
ed by a current of strength I A 

(Fig. 1.07). The circuit ABCD 
may be divided into a number 
of elements, each of area a, by g 
a net-w’ork of conductors. If 
, now in each element we 
imagine a current of strength I C 

to flow in the same direction. Fig. T07 

the side of each element not 
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situated at the boundarj', will have equal and opposite 
currents flowing in it, which will neutralise each, other. 
Therefore, the total current in the elements is zero, 
except at the boundary, where the resultant of the 
currents in the elements is the current in ABCD. Each of 
these elements may be replaced by a small Magnetic 
Shell, the boundaiy' of which coincides with that of "the 
element, and the magnetic moment of which is such that 
its effect on a distant point is . the same as that due to the 
current in the element which it replaces. 

Further, let a represent (Fig. 1-08) a small circular 
mesh conveying a current I, and P a point on the axis of the 
circuit distance d cms. from its centre. Since the circuit 
is very small, the distance of all parts of the circuit 
from P is approximately equal to d. 

Hence the intensity of the field at P, 



.R 


d’ 


....(Vol. I,P. 271) 


Replacing the circuit by a 
magnetised lamina of which 
Fig. 1.08. the magnetic moment is 

M, the intensity, due to the magnet, at P=2M/d*. 

Hence the lamina is equivalent to the circuit when 
jrrT = M=iB/ (m= pole-strength of the shell). 


i.e. when 1= -—=<r/=^. 

lit' 

The same holds good for all other elemente into which 
the circuit may be resolved. 
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Hence, if a current of strength I (C. G. S. units) 
flow in a circle, we can replace it by a magnetic shell 
of the same contour and of strength $ = I. This is 
AMPERE’S THEOREM. 

S A- Force between two Coils (one small and 
the other large) at ri^ht angles to each other.— 

Frem Amper’s Law we know that forces would exist 
between two circuits carrying currents. 

If two currents flow in two circular coils AB and CD 
mutually at right angles to each other, we have seen 
(vol. I, P. 272), that the field at the centre of AB is 
2 JT ij/r, where r is the radius and ij the current. The 
megnetic moment of the small coil CD is oij where a is 
its area and ij the current in it. Hence a couple 
2 TTo ii ig /r will act on CD tending to twist its plane 
into that of AB when the two are at right angles, 
or a couple 2 jr aij ig sin Oji when the planes of the 
two coils are inclined to each other at an angle $. 

6. Force between two Equal Coxaxial 

coils:— The force on unit length of coil AB due to the 
current in the coil CD is 2 ij ig/x and the total force on 
AB is the product of this and the circumference. 

F=(2 i, ig/x) X 27r r=4v r ij ij/x, where x is 
the distance between the coils and r the radius and ij 
and ig the current in the coils. 

Note '.—This can also be deduced from the follow¬ 
ing Art. 7 by putting r, = r. 
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7- Force between two irery' Nearly Equal 
Coxazial coils>— Consider two circular co-axial coils 
of very nearly the same radius r, situated a small distance 
X (Fig. 1.09) apart. The force on each unit of length 
of either coil is 2 ij ij/ab (Art. 2) in the direction ab. 
The component of this, normal to the axis, taken all 
round the coils, will, by syrametcj', vanish. The com¬ 
ponent parallel to the axis is— 

(2 ij ijj/ab)(bc/ab) = 2 ij ig x/(ab)® for unit length, 
and for the whole circle, since total length is 27r r, rj 
being very nearly equal to r 


r- 2 i, 


, X. Z T r 


(ri-rl^H-xi* 
The force is 
zero when x=0, i.e. • 
when the coils are 
in the same plane, 
and is a maximum 
whenx/(k®-)-x*) is 


_ 4 7rii iji 


r.x 


(rj-rl^^-fx* 


hy 

JQImwhmh 


ri I 

Fig. 1.09. 

a maixmum, put k® in place of (Cj — r)®. 


( 1 ) 


o 

—K) 


Tv.»n «! / X \_ (k®-bx®)-2x® _ k®-x® 

dx \k» + x®; (k® + X®) ® (k*-hx®)® 

If this is equal to zero, k®=x®. Determine 



and substitute k® for x®, the result is negative, and 
therefore k®=x*, or (rj—r)®=x® corresponds to a 
maximum. The force between the coils is therefore a 
maximum when x=ri—r. and its value is— 

2 V ilia ri|(r,-r) 




( 2 ). 
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8. Force between Two Coils, one Large 
and the other Small. —Let A be a small coil of 
radius r (Fig. 1.10), and B a larger one ^ > 
of radius r,. Let H be the field at the 

left side of A due to 1>. Let the -•■/••T'' 

c i« A 

e(]uivaleiit magnetic shell for A have g 
a p(i]e-strength m per unit area and a ♦+ 


thickness d.x; then 1 -ig 1 . 10 . 

Force on the left side of A = m r^ H.(1) 


Field at the right side of A = H —? d.\. 


.-. Force 0 ]i the right side of A = m)rr-’(H — 




.-. Resulting force on A = ( 1 )—( 2 ) =mrf 2 

d.\' 

But, md.\ is the moment per unit area, or the 
strength cf the magnetic shell, and is therefore equal to 
the current I in A. Again, the field H at A due to B 
is given by 

u 2:rr-n, 

H --L-L , (Vol. I. P. 271.) 

(rf + x2)i 

d H 6 » r| Ij X 


Henee, force on A= — Jl-? 

(rf+ x2)2 





16 THE ELEMENTS OF APPLIED ELECTRICITY 


This is zero if 1=0, and numerically greatest if /=r,/2. 

Again, if / be great compared with r,, so that rf in 
the denominator may be neglected, equation (3) becomes 
„ , 6^2r2rfII, 

Force on A=--L . (4). 

The force between two small “end on” magnets of mo¬ 
ments M, M,, is 6MM j/l"* (Vol. I,P. 57.) In the case of two 
equivalent current circuits M = ir I, and Mj = 1 ^ rf Ij ; 


6 1.2 I I 

and the e.xpression for the force becomes — -’ ■ 


which is identical with expression (4) above. 


Hence, we find that the force is always proportional 
to the product of the current strengths. Measuring 
instruments depending on the mutual action between 
currents are known as Electro-Dynamo-Meters. 


Example. 6 . —Two circular coils of wire are placed 
with their planes parallel to each other at a distance 
5 cms. apart. The larger coil has a radius of 10 eras, 
and 30 turns of wire, the smaller a radius of 2 cms. and 
20 turns of wire. Calculate approximately in grammes 
weight the mechanical force between the coils when a 
current of one ampere is passed through both, proving 
any formula used. , Show how the principles thus 
illustrated are applied practically in the ampere balance. 
(Lond. Univ., B. Sc. Hon., 1906). 
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Solution :— 

If n and Hj be the respective number of turns in 
the two coils, the formula (3) becomes— 


F=- 


bTT^r'^r'fnn, II,/ 
(rf + Z^^) 


dvnes. 


2\2 


Here, r, =10 cms., r = 2 cms., n,=.i0, n = 20. 
/=5 cms., I = I, = ]|10 C. G. S. unit of current. 

,, 0x(.1.14)‘-^x22x]02x2'0x30x5 

h =--r;-gnus., 

lOx 10x(10‘^ + 5‘-2)2x981 

(since 1 amp. =10*' C. G. .S. unit of current, and 
1 gnu. =981 dj’ues). 

_ 6 X (.5.14)2 X 22 X 102 X 20 X .50 X 5 

10 X 10 x’l74600 X 981 ^nns. 

_(F14)2x22x 10_ 394..584 
97x‘98r ~ "95157 


= .0042 grm. wt. (approx). 

9. Field midway between Two Similar 
Co-axial Circular Coils the distance apart being 
equal to the radius :— 


From P. 271, \ol. I, the field at any point on the 
axis of a circular coil carrying a current is 

2 r n r2 I 


(d^ + r^y^ g 

Let B (Fig. 1 . 11 ) represent the coil 
under consideration here, and B A its axis. 
Thetefore, the strength of the field at any 
point P on B A is 


M 

0 P 

f.-Z i-i 


Fig. 1,11. 
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2 JT n d* I 
^ ^ 

(x3 + d2)'^ 

X being the distance B P, and d the radius of the coil. 


As already shown, H is maximum at the centre 
B of the coil, i. e., when x = 0, and decreases 
gradually as we pass aw'ay from the centre, becoming 
zero at infinity. It is important to note that the 


rate of change of H with respect to x, i. e. is not 

d X 


constant as we pass away from the centre along the axis. 
There is, however, a point on the axis at which this 
KATE OF CHANCE IS CONSTANT. We proceed to find 
that point. 

Assuming that it is constant, we have 


dH 

dx 


= c, 


d r 2 ir n d^ I -1 

L(x!* + d2)2 J 

Now, omitting 2 x n d^ I which is constant, and 

1 _ 3 

putting -^ = (X* + d*) ^ we have 

(x* + d2)^ 

^(x^ + d®) “ ^=c'= - 3x(x2—d®J “ 

or,-^ (x2 + d2)"^=0 = - 3 j (X* + d^)"^ - 5x2 (x2 + d2)"^| 

Dividing throughout by—3 (.\* + d2) 2, ^e have ' 

5x* (x2+d2)-i = l. 
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5x2*=x2 + d*, 4x* = d^ 
d 

or, • 

Thus, the nite of change of the field is constant at 
the point on the axis whose distance from the centre of 
the' circle is A^. Now, placing another similar coil 
with ‘its axis coincident with that of B, and at a 
distant apart 2 / equal to d, and substituting d/2 for x 
in the expression for H, we have— 

4 n d'-^ I 32 JT n I 
~ SV^.d 

which gives the strength of the field at the centre O dife 
to current I in the two coils. 

Such an arrangement of coils is made use of in the 
Helmholtz Tangent Galvanometer, the rate of 
:hange of field being most uniform about the middle of 
the common axis. Any diminution of the field due to one 
coil as we pass away from the middle is compensated 
for by an equal increa.se of the field due to the other coil, 
for the rate of change of the field is here constant and 
occurs in opposite directions for the two coils. 

EXERCISES I. 

(1) A point lies on the axis of a circular loop' of 
vire iji -which flows a current of i amperes. The 
adius of the loop is r centimetres, and the point is x 
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centimetres distant from the plane of the loop. Show 
that the field intensity at the point is 
0.2rf^i 
(r2_Lx2)5 

(2) The current in two long parallel wires :ue 
equal but flow in opposite directions. Show that the 
field intensity at any point on a line joining the centres of 
the wires is 


H = 


0. 2 i 0.2 i 


when D = the distance in centimetres Iretween the axes 
of the wires, x=the distance in centimetres of tlic point 
from the axis of one wire. 

(3) A conductor 25 cm. long is moved through 
a uniform magnetic field of 10,000 lines per sq. cm. 
with a velocity of 35 metres per second. Find the 
e.m.f. between the ends of the conductor. 

If the ends of the conductor are joined through an 
external circuit of such resistance that a current of 50 
amp. flows through the. conductor, find the retarding 
force. 

Find the power required to keep the conductor 
moving. 



CHAPTER II. 


BLECTROMAaNBTS. 

10. Ohm’s Law and the Magnetic Circuit — 

As the magnetic circuit is analogous to the electric circuit, 
so the law governing the magnetic flux is analogous to 
Ohm’s law governing electric currents. Expressing the 
amount of the flux by the magnetomotive force by M, 
the reluctance by R, we have 

® = _ (VoL. I, p.287) 

11. The Law of Magnetic Circuit— 1" a 

magnetic circuit the total flux through the core will be 

^ = AfcH, 

_ 4»NI. fiA 
10 / 


4tNI 



ju, A 


where A is the area of the section of the core, 
I is the mean length of the circuit, and its permeability 
The numerator is the M. M. F. of the solenoid of N 
number of turns and carrying I amperes of current, and 
the denominator is the reluctance of the magnetic circuit. 

IS- Permeability. —There are (1) Absolute 
Permeability and (2) Relative Permeability. 
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The Absolute Permeability of air and of alf 
other non-magnetic materials, like conductivity, depends 
upon the units selected and with the ampere-turns, the 
flux line and inches taken as units, the absolute permea¬ 
bility of air is 3.192 perms per inch cube. 

This value of absolute permeability of air is derived 
from the practical unit of reluctance >vhich is termed 
“Rel." A magnetic circuit has a reluctance of 1 rel when 
a M. M. F. of 1 arap.-turn produces a flux of 1 line 
in it. And, just as the ohm is the resistance of a 
column of mercuiy- 41.85 in, long and 0.00049 in. in 
diameter at the temperature of melting ice, so the rel 
is the reluctance of a prism of air, or any other non¬ 
magnetic material 3.19 in. long, and 1 sq. in. in cross- 
section. Reluctivity, which is specific reluctance, is, 
therefore, 1/3.19 or .313 reb per in. cube. 

Hence, the unit of absolute permeability, (which is 
the reciprocal of reluctivity) is 1/.313 or 3.19 perms 
per in. cube, for all non-magnetic materials. 

When the permeability of air is given as unity it 
is the Relative Permeability. If the permeabilit)' 
of a material is said to be n, it means that its permea¬ 
bility is n times as great as the permeability of air and 
it indicates the relative permeability of the substance. 
Its absolute permeability will be n times the qbsolute 
permeability of air, i.e., n x 3.19 perms per cubic inch. 
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Elementary Propositions in Electromagnetics. 

13 (1) Magnetomotive Force— The magneto¬ 

motive force, or magnetizing power,of an electromagnet 
varies directh’ as the number of turns of wire and the 
amperes of current flowing through them, that is, one 
ampere flowing through twenty coils or turns will produce 
the‘same magnetomotive force as twenty amperes flowing 
through one coil or turn. 

If N = number of turns in the coil, 

I=amperes of current flowing, 

1.257 = -^^ (to reduce to C. G. S. units), 
Magnetomotive force = 1'257 x N 1 = M.M.F. 

14 (2) Intensity of Magnetic Force— 

Intensity of magnetic force in an electromagnet varies 
in different parts of the magnet, being strongest in the 
middle of the coil, and weaker towards the ends. In a 
long electromagnet, say a length 100 times the diameter, 
the intensity of magnetic force will be found nearly 
uniform along the axis, falling off rapidly close 
to the ends. 

In a long magnet, such as described above, and in 
an annular ring wound evenly, over its full length, the 
value of the magnetic force, except near the ends is 
determined by the following expression;— 

NI 

H = , in which / is in centimetres. 
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If the length is given in inches, then 
NI 

H= .495 -r-, in which /jis in inches. 

*1 

If intensify of the magnetic force is to be expressed in 
lines per sq. inch, 

Nl 

H, = 3.193 X 

^1 

IS. (3) Value of H, the Magnetic Force, at 
the Centre of a Single Turn of Conductor —In 

a single ring or turn of wire of radius r, carrying I 
amperes of current, 

H= =.6284x-. 

10 r r 


16. (4) Force on a Conductor carrying current 

. . . H L I sin II „ 
in a magnetic field, F=- Jq—- (See Art. 2). 


17. (5) Work done by Conductor (carrying 
current) in moving across a Magnetic Field — 

If the conductor be moved across the field of force, the 
work done will be determined as follows : 

Let b=breadth of the field in and across which the 
conductor is moved, 
w=work done in ergs, 

b H L I I 
Then, w=Fb=-jy-="T0"’ 


since bL=area of field, 

^=b L X H = number of lines of force cut. 



ELECTROMAGNETS 


25 


18. ( 6 ) Rotation of a Conductor ( carryinjl 
current) around a Magnet Pole —If a conductor 
(carrj'ing current) is so arranged that it can rotate about 
the j)ole of a magnet, the torque or the force 
producing the rotation is found as follows : 

The total number of lines of force radiating from 
the fiole is 4 rr times the j)ole strength m. 

4 IT m I , 

w= —-= 1.257 m I. 

Dividing b}’ the angle 2 t, the torque, 


19. (7) Every Electric Circuit tends to place 
itself so as to embrace the maximum flux. In other 
w'onls, an electric circuit tends so to alter its configuration 
.IS to make the magnetic flux through it a maximum, 
(Maxweli.'s Rule). 

20. (8) Two Electric circuits (or conductors 
carrying currents) are urged by mutual forces to change 
their configurations so that their mutual magnetic flux 
may be a maximum. (S. P. Thompson). 

21- The Law of Traction.— The formula for 
the pull or lifting power of an electromagnet when the 
poles are in actiuil contact with the armature or keeper 
is as follows ; 

Pull (in dynes) = ~j^ (See Chap, VII.) 
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Pull (in grammes) = 


B2 A 

SttxQSI • 


Pull (in pounds) = 


11,183,000 • 


In inch me;isure ; Pull (in pounds) = • 


22- Different types of Electromagnets — 

(1) Bur Klectromagnet. 

(2) Horse-shoe Electromagnet. 

(.5) Club-foot Electromagnet, having only one coil 
ill one limb of a horse-shoe electromagnet, the other core 
being left uncovered. 

(4) Iron-clad Electromagnet having an iron shell or 
casing external to the coils and attached to the core at 
one end. The armature is generall}' a circular disc or 
lid of iron. 


(5) Coil-and-plunger Electromagnet in which a 
detached iron core is attracted into a hollow coil solenoid 
of copper wire which carries the current. 

(6) Stopped-coil-and-plunger Electromagnet has a 
short fixed core and a movable core to be sucked into the 
coil, and finally attracted in close proximity with the fixed 
core. The action partakes of the nature of weak long 
range pull of the coil and plunger, and the powerful 
short range pull of the common form of electromagnet. 

, (7) Electromagnet with consequent poles. • 

(8) Circular or ring Electromagnet. 
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(9) Miscellaneous forms. 

(10) Polarized electromagnet—being a combination of 
a permanent magnet and an electromagnet. 

23. Use of Electromagnets,— 

(1) For temporary- adhesion, or lifting power, e. g., 
traction of an armature in contact, magnetic lathe chuck. 

(2) Attraction of an armature at a distance, e. g. 
electric trembling bell. 


Applications of the law of Magnetic Circuit. 
24. Series Circuits.— A circuit consisting of a 
number of reluctances in senes w ill have a total reluctance 
given by 


+ - 


^ Aa ^ ^ A„ ’ 

and the.resultant flux through the circuit will be- 

10 

^ = —r 


•NI 


i “ + 
■1 

10 






NI. 


A" A„ 


(VOL., I P. 288) 


where Magnetic reluctance = 2 —-— . 

/A A 

25. The Magnetic Cireuit-THE Calculation 
OF‘ Ampere-turns required to produce a given 
Magnetic Flux is best represented by examples. 
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Eaxmple 1. —Find the ampere-turns necessary to 

jiroduce a flux of 
50,000 C. G. S. 
lines across the 
A space hetween the 

parallel p lane 
p, faces of the pole- 

pieces A, D. The 
jiole-pieces are of 
cast iron, the area 

5.0sq.cms.iN cross-section 

Fig. 2‘01 being lOsq. cms., 

and the sum of the lengths of the mean magnetic circuit 
in the portions A B and C D, (the dotted line of induc¬ 
tion) amounts to 12 cms. The length of the air-gap 
between the pole-pieces is 6 cm., and the exciting coil 
is wound on the cylindrical core E, made of wrought 
iron, 5.5 cms. long and 5'0 sq. cms. in cross-section. 
.Solution :— 

All the lines of force produced by the exciting 
coil at the middle cross-section of the core E do not 
pass across the plane faces of the pole-pieces, a large 
number leaking out into the surrounding air-space. 
The leakage coefficient of the magnetic circuit, i. e. the 
ratio of the ma-ximum flux through E to the useful 
flux across A D must be known before the problem 
can be solved. 

Consider each of these portions separately, and 
find the corresponding values of H. In the air-gap 


B 
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H = B = ——=5000. The flux through the core 

Ji and the pole-pieccs is, on account of Icitkage, ].4x 
50,000=70,000. Hence, B in the polepieces = 70,000/10 
= 7000. Referring to the B —H curve for cast iron, 
we find the corresponding \alue of H to he 48. Next, 
in the wrought-iron core we have 11 = 70,000/5 = 14000. 
A reference to the curve for this material gives H = 20. 
The total M. M. F. roiuiil the circuit is thus; 

Air-gap.5000 x .6 

Cast-iron pole-pieces.48 x 12 

Wrought-iron core.20 x 5.5 

Total.= 3686, approximate!}'. 

The corresponding ampere-turns are .8 x 3686=2949, 
approximately. 

Note that b}- far the largest portion of the M.M.F. 
is employed in maintaining the flux across the air-gap. 
Such is frequently the case in practice. 

After the ampere-turns necessary to force the flu.x 
through each of the parts has been figured, these com¬ 
ponent ampere-turn values are totalled. The resulting 
total will then be the number of ampere-turns required 
to force the flux through the entire circuit. The 
followring example illustrates the process. 
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Example 2. —Calculate the number of ampere- 
turns required to develop a flux of 480,000 lines in the 
magnetic circuit of Fig. 2.02. 



CAST IRON armature. 


Fig. 2.02 

Solution:— 

Take the component parts of the circuit one at a 
time. 

First, take the wrought iron yoke which has a sec¬ 
tional area of 4 x 2=8 sq. in. and length 20 inches. Hence, 
if the total flux is to be 480,000 lines, the flux density 
or lines per square inch will be 480 , 000 - 1-8 = 60,000. 
Now, in wrought iron, with a flux density of 60,000 
lines (60 kilolines) per sq. in., the m. m. f. gradient is 
found from table to be 40. That is, 40 amp.-turns are 
required per inch length of the magnetic circuit to pro¬ 
duce a flux density of 60,000 lines. Therefore, the 
amp.-turns required to magnetize the 20-in, yoke of the 
specified flux density would be: 20x 40=800. 

, Now, the .air gaps are. ach 1/16 in. long. Assume 
•they are 4.32 x 2.16 sq. in. each. The lines of force • 
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spreiJ out ;it an air gap, and there occupy a cross- 
sectional area greater than that of the iron yoke. There¬ 
fore, the area of the magnetic circuit at the air-gap is : 
4.32 X 2.16 = 9.33 sq. in. The flux density in the air 
gap is : 480,000-4-9.33 = 51400 lines per sq. in., and to 
j)roduce this flux density the amiiere-tums per inch 
length would be 16000. h'or the 1/16- in. ;iir gap there 
would l)e required: 16,000-7-16 = 1000 amp.-turns. 
Hence, for the two 1/16-in. air-gaps: 2x 1000 = 2000 
amp.-turns are necessary. 

Again, the cast-iron armature has a sectional area 
of 6x2 = 12 sq. in. Therefore, the flux density in it is : 
480,000-^12=40,000 lines per sq. in., and to produce 
this flux density in cast iron requires 80 amp.-turns per 
in. length of the magnetic circuit. Hence, to magnetize 
this 10 in. long armature there will be required: 80 x 10 
= 800 amp.-turns. 

Adding the ampere-turns required for the different 
:omponents, we have — 

Wrought-iron yoke ... 800 amp.-turns. 

Two air-gaps ... 2000 „ 

Cast-iron armature ... 800 „ 


Total ... 3600 amp.-turns. 
Thus, 3600 amp.-turns are necessary to drive a flux of 
480,000 lines through the magnetic circuit of Fig. 2.02. 

26. The Difficulties encountered in cal.< 
Sulatind Magnetic Circuit should be considered. 
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Magnetic circuits cannot be computed with the same 
accurac)' as electric circuits for two reasons. 

First—Magnetic leakage. Magnetic flux unlike 
electric current cannot be confined to certain paths. 
^Ve can compute, with accurac)-, the m.ni.f. that a gh’en 
helix will develop, but the effective flux that this force 
w ill push through a magnetic circuit cannot be computed 
exactly because of magnetic leakage. 

Second—The reluctance of iron and its permeability 
varies with its saturation. 

27. Hints on the Design of Electromag¬ 
nets.— 

(1) Permissible I'mx Densities in a Macnh- 
TIC Circuit should not be exceeded, and the iron in it 
should be worked somewhat below its saturation point. 
F'or average work with grades of iron ordinarily obtainable, 
the flux density should not exceed about 110,000 per 
Sq. in. for annealed sheet iron; 90,000 per sq. in. for 
unannealed cast steel and wrought-iron forgings; and 
50,000 lines per sq. in. for grey cast iron. 

(2) Dissipation of Heat by A Magnet.— 
Generally 0.8 watt of PR loss or heat developed 
by the coil is taken for every square inch of coil 
surface exposed to the air. However, 0.5 watt of 
PR loss per sq. in. is more safe. It is usually assumed 
that the heat dissipated through surfaces of the magnet 
structure, in addition to that dissipated directlyfrom 
the surface of the coil, amounts to from 50 to 75 per 
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cent, of that radiated directly from the coil surface. 
As a general proposition, no coil that is to cany- relatively 
heavy currents should be thicker than 2 inches. 


(3) Calculation of Size of Wire for a 
Magnet Coil that will provide a required number of 
ampereturns when connected across a given voltage.— 
The 'following formula is used for the purpose: 


K X N I K X N X / 
S 12 xS 


(ohms) 


M’herein R = resistance, in ohms, of all the turns 
of any magnet winding: K = a constant, numerically 
equal to the resistance, in ohms, of a circular mil-foot 
of the conductor of the winding; N =: number of 
turns in the winding; /= length in inches of an 
average turn of the binding, or the length of a mean 
turn: S = cioss-sectional area of the conductor in 
circular mils. 


If the magnet coil is to operate on some certain 
ii.xed voltage, as magnet coils usually do, the current 
through the coil will be, by Ohm’s Law, I = E-f-R. 
Now, substituting the expression for R obtained above 
in this Ohm’s law formula, we have — 

E_ E 4 ExSxl2 ^ . 

R KxNx/ “ KxNx/ 

12 xS 

wherein I=current, in amperes, through the coil, 
and E=e. m. f.^ impressed on the coil in volts. Now, 
3 
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multiplying both sides of this last equation by N, ■we 
have— 


IN = 


ExSxl2xN 
K X /x N 


(amp.-turns), 


(amp.-turns), 


(cir. mils). 

For soft-drawn copper wire operating at about 
130° F., K becomes 12 ohms. Thus, where .i winding 
will operate at about 130° F., which is a fair average 
operating temperature, 

^,_IxNx/x]2, 

^■■~E'xl2. 


and hence— 


S= 


E X S X 12 

“ 1^77 


I X N X K X / 

u7e 


IxNx/ 

E 


(cir. mils). 


(4) The Maximum Permissible Thickness ok 
Magnet Coils of solid wound cotton-covered wire— 
without ventilating ducts—intended to carny continuously 
relatively heavy currents, is 2 inches. In thicker coils 
the heat developed in the inner turns travels slowly to 
the surface from whi*h it may be radiated The inner 
turns of such coils thus become excessively hot. Where 
the wire comprising the winding is insulated wkh a 
non-combustible, or heat-resisting material, windings may 
be thicker than 2 inches. 
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Ex-ample illustrating the design oi a constant- 
voltage magnet coil to produce a certain number of 
ampere-turns is given below. 

Example 3.— Design a winding to produce 
40,000 amp.-turns for the winding space. Assume the 
voltage available to be 220. 

Solution:— 

• 

(!) Determine Wire Size. —Assume that the 
coil will be 2.25 in. thick, the maximum permissible 
thickness. The magnet core is 3.25 ins. in diameter. 
Hence, the diameter of mean turn is 5.5 ins. The 
circumference of mean turn equals : 5.5x3.14 = 17.27 
ins. Substituting these values in the formula, 

, „ I X N X / 

we have— S=—r-=— 


40,000x 17.27 
• 220 


— 3,140 (cir.mils.) 


Hence, to produce 40,000 amp-turns under the conditions 
outlined, a 3,140-cir. mils winding should be used. A 
3,140-cir. mils conductor corresponds to No. 17 S.W.G.' 
Remember that a 3,140-cir. mil conductor will then 
produce 40,000 amp.-turns, regardless of how few or 
how many turns of this conductor are wound into th$ 
coil. 


, (2) Ascertain just how many Ampere-turns 
THE^ Wire Size as above will produce.— Since 
with a given voltage, wire size, and mean length of turn, 
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the iimount of this No. 17 wire wound on the coil will 
not affect the number of ampere-turns developed," we 
will find the numlnir of ampere-turns developed by 1 lb. 
of wire. Then the ampere-turns developetl by a greater 
or lesser amount of the wire will be the same number. 

The length of a mean turn is 17.27 in., =17.27^ 
12 = 1. 44 ft. 1 lb. of No. 17 wire contains 105.34 ft. 
Then, 1 lb. of No. 17 w'ould provide: 105.34-^-1.40 
= 73.15 turns. A coil containing 1 lb. of No. 17 
has a resistance of .342 ohm. Then a 1 -lb. coil would, 
on 220 volts, pass 220-^0.342 = 643.27 amp. There¬ 
fore, the ampere-turns of No. 17 wire for the conditions 
of this example are; 643.27 amp. x 73.15 turns=47055 
amp.-turns. Whether 1, 10, 100 or 1000 turns of No.l7 
wire were wound on the core (with a mean diameter 
of turn of 5.5 in. and an applieil voltage of 220) the 
ampere-turns would remain 47055. 

(3) Determine Heat Radiating Surface of 
Coil.— The outside diameter of the coil will be 7.75 in. 
Therefore, its circumference will be : 7.75 x 3.14 = 24.335 
ins. Now, if the coil has 8 separate cloisons, and the 
total length of the coil be 18 in., the exposed area of the 
coil will be: (24.335 X 18) -f- (38.86 X 16) = (483 -f 622) 
= 1060 sq. in. Assume that the pole-piece and frame 
provide a radiating surface 60 per cent, as great as that 
of the winding. Then the total equivalent radiating 
surface is 1060 x 1.60 = 1696 sq. ins. 

(4) Determine Watts Po"wer Loss Permis¬ 
sible IN THE Coil.—A ssume that each square inch of 
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coil surface will radiate the heat produced by .8 watt. 
Then the coil effectively radiates the heat due to 
.8x 1696 = 1356.8 watts. 

(5) Dhterminic Permisshjle Current in Coil.— 
With a pressure of 220 volts, the current that will 
develop 1356.8 watts is : I = P-7-E= 1356.8 watts-^220 
volts=6.16 amperes. Therefore, the permissible current 
in the coil is 6.16 .-'mps. 

(6) Determine Amount OF Wire Required.— 
Through a coil of 1 lb. of No. 17 wire ( as calculated in 
(2) ), 643.27 amp. will flow. As determined in (5), the 
permissible current through the coil of this example is 
6.16 amp. , To pass a current of 6.16 amp., a coil of 
No. 17'wire weighing: 643.27-1-6.16 = 104.4 lbs. would 
be required. We will then use 104.4 lbs. of No. 17 if 
it will fit in the winding space available. Since there are 
105.34 ft. in 1 lb. of No. 17 bare copper wire, the length 
of wire in the 104.4 lbs. coil required in this problem 
would be : 104.4 x 105.34 = 10997.5 ft. 

(7) Check Wire Size to Ascertain if it can 
be Wound in Space Available. —We must find room 
for 10997.5 ft. of No. 17 wire which must be insulated. 
The thickness of the coil is 2.25 in., and its length 
is 18 ins. The cross-section of the coil is then : 
2.25x 18 = 40.5 sq. in. Assume that double cotton 
covered magnet wiie will be used. 1 sq. in. will contain 
222 such wires or turns. Hence, 40.5 sq. in. will contain: 
40.5 X 222=8991 turns. The mean turn has, as deter- 
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mined in (2), a length cf 1.44 ft. Then, the total length 
of wire tkit can be wound in the coil is : 1.44x8991 
= 12947 ft. It is, then, evident that there is ample 
room for the 10997.5 ft. that is necessary, as calculated 
in (6). 

JfAGNET Coils Opeicating on Constant 
Current, such as coils of constant-current or series 
generators and scries street lighting magnets, alwa)'s 
have practically the same current flowing through them. 
Therefore, with such coils the wire size mere!}' determines 
the PR loss or heating in the coil. Where such a coil 
is to be designed, divide the ampere-turns required by 
the amperes flowing in the constant-current circuit: 
the result will be the number of turns r^uired. Use a 
size wire that will carry this current without excessive 
heating. 

28> In the Practical Design of Magnetic 
Cirenits :—(1) Assume tne total flux, (2) Lay out 
a circuit with sufficient cross—sectional area of the 
magnetic path which will carry' this flux effectively and 
without over-saturation. (3) Compute the ampere- 
turns necessary for its development iil the m-agnetic 
circuit. The general proportions of the circuit are 
tentatively assumed, the dimensions being based on 
previous experience and trial calculations. (4) Examine 
similar magnetic circuits already in sutcessful operation. 

(5) It is usually more practical to consider the compo¬ 
nent parts of the circuit, one part at a time; that is. 
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to compute the ampere-turns necessary to develop 
the required flux in each part. 

The first tentative plan is developed to a conclu¬ 
sion and, if it does not work out as desired, it must 
then -be altered and recalculated accordingly. As per¬ 
meability varies with the saturation, so it^ is almost 
impossible to eflfectively design magnetic circuits with¬ 
out consulting data. 

Example 4. A bobbin has a winding length of 2.25 
ins., and the inner and outer diameters of the available 
winding space are 3.25 ins. and 7.5 ins. respectively, atid 
if 27.5 volts is to produce 5000 amp.-turns of excita¬ 
tion, of w hat diameter must the copper wire be ? 

(N.B.—The resistance of a bar of copper 1 ft. 
long and 1 sq. inch in cross-section is 9 microhms.) 

Solution :— 

, The size of wire can be determined quite apart 
from the winding length. For, 

resistance per turn=-— . 

ampere-turns 5000 

= .0055 ohms, 

3 25 j. 7 5 

and, length of a turn=7r x-^-= 16.9 inches 


Now, 



4 _ pf 9 X 16.9 

R “ 12 X 10® X. 0055 


= .002345 sq. in. 
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diameter = ■y/ -^A= ^.002345 x 1.274 = .0553in. 

I N L K 


( 


Cf :—Circular mils = - 


Ex 12 


2 ~ (Art. 27) ) 


The nearest standard sizes are No. 18 S. W. G. 
(.048" diam), and No. 17 S. W. G. (.056" diam.), so the 
winding might be maile ,iip partly of each size, or 
entirely of the larger wire so as to be on the high side 
with the anipcrc-turns. 


The following further calculations are made to 
illustrate the relations of “ ^Vinding and Spool ” and 
“ Weight and Resistance. ” 


Taking No. 17 S. W. G. for the winding and 
adding 12 [mils for double cotton covering, orerall 
diameter = .068". 


Depth of winding= 


7.5-3.25 


= 2.125". 


.'. winding space='2.125 x 2.25 = 4.78 sq. inches. 
4.78 

.'.number of turns — - , = 1039. 

(.OOo)*' 


16.9 

.'. total length of winding=l()39 x 

= 485 yards. 

485 

.'.weight of copper=jpgQ X 28.48's. = 13.8 lbs. 

9 X 485 X 3 

Resistance of winding=' 00246 ohms, 
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.00246 sq. inch being the are:i of No. 17 S. W. G, 


27.5 

current in winding = 


= 5.17 amperes. 


.-. ampere-turns = 5.17 X 1039 = 5372. 

The excess over the 5000 requireil, is due to the use 
of No. 17 S. W. G. instead of .055" diam. wire. 

5.17 

Current dcnsity=-^r^rv- = 2100 amperes per sq.m. 


485 

Yard per volt = ^^■ = 1S. 

Example 5. Calculate the length of winding 
required per volt for a current-densit)’ of 800 amperes 
per sq. inch, if the working tenqierature of the wire 
IS SOfl C (=1]2« 1'.). 

Solution ;— 


Specific resistance of copper at 60''F. = 0.668 x 10 ** 
ohms per in cube. 

.'. At 112" F, specific resistance = 

0.668xl0-« {1-K 112-60) x.00238}, 

= 0.668 X 10“" X 1.124=.751 x 10“" ohms per in. ■ 

cube. 


.-. length per volt. = 


10 « 

.751 X 800 


10 * 

.751 X 8 X 36 


—inches, 
=46.2 yards. 
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Example 6. Calculate the size and total length of 
vire to give 40,000 ampere-turns when supplied at 220 
volts, with current-density and temperature as in 
Example 5, the mean length of turn being 17 inches. 
•Solution:— 

From Example .5, total length 

=46.2x220=10164 yds, 
220 

Resistance per turn= = .0055 ohm. 


.'. resistance per 1000 yds.= 


.0055 X 1000 X 36 
T7 


= 11.65 ohnp's at 112" I', 
.-. resistance per 1000 yds at 

= 10.37 ohms. 

No. 17 S. \V. G. is very near this, but is about 6.3 
per cent, too big in cross-section. 

Check Calculations. —Resistance of No. 1,7 S. 
W.G. = 9.74 ohms per 1000 yds. at 60"F.=(9.74—1.124) 
= 10.95 ohms per 1009 yds. at 112«F. 

.-.total rcsistance=]0.95 X J["„y’/- = 111.3 ohms. 

220 

current = - ^ ^ =1.98 amperes. 


.-. current-density==805 amperes per sq.in. 

M k 10164x36 - 

Number of turns=- yj -=21548. 
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ampere-turns = 1.98 x 21548 = 42665, slightly 
above the value owing to the thicker wire used. 

Again cidculate for No. 18 S. W. G. This will be 
found to be more suitable in the present case. 

Example 7. Ciilculate the magnetic field at the 
centre of a long solenoid of wire, consisting of 300 turns 
wound as a helix 45 cms. long and 5 cms. in diam., 
when traversed by a direct current of 9 amperes. How: 
many lines of force are embraced b)’ the centre of this 
solenoid ? 

Solution;— 

By the formula, H = —ha\’e— 


H = 


1.257x9x300 

45 


= 60 lines per sq. cm. 


The flux F, or total flow of lines in air will be— 

F=HxA, _ 

where A is the cross-sectional area in sq. cms. 

But A=:3.1416x2.5a, 

= 19.625 sq. cms. 

F=60x 19.625, 

= 1178 lines at the centre of solenoid. 

In the above example, if iron were present instead of 
air, the number of lines would be very greatly increased) 
as iron is a better medium for magnetic induction than 

air. .The permeabUity of air is unity, while that of iron 

reaches much higher values, according to the kind of iron 
used, and on the magnetising force employed. 
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If H for ;i current-carrying coil bo as above, anil 
we insert an iron core whose permeability, =120 
for that value of H, then the lines of induction jier 
sq. cm. (i. e., B) would be equal to the permeability into 
the magnetic force, or— 

B=H^, 

i.e. B =60 X 120 = 7200 lilies. 

The total flux F in the iron would then be: 

F=BxA, 

= 7200 X 19.625 = 141.500 lines, or about 
80 times that through air alone. 

Example 8. Find the number of amiierc-tiiriis 
required to magnetise up to 16000 lines per sq. cm. a 
soft-iron ring made of round iron 2 inches thick and 
20 inches in inciui diameter, the specific magnetic con¬ 
ductance (permeabilit}') of the iron being 800. 

Solution :— 

The length of the ring, /=J.1416x20 inches, or 
3.1416 X 20 X 2.5 = 157.08 cms. 


B = 16,000, and At=800. 

V. B _ 16,000 

1 257 CN 

By formula H =—^j -where CN is the am¬ 


pere-turns required, we have 

1.257 CN 
- 157.08 
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29. The Constant-Current Electromagnet - 

Such magnets are, in most cases, direct-current electro¬ 
magnets, and the scries operating magnets of constant- 
current arc lamps in alternating current circuits. 

Mechanical Work of the Constant-Cur¬ 
rent Ei.ectromagnet ;— 

Let I = current (constant m strength), in amperes, flowing 
in the magnet winding ; 

/=length or stroke of the electromagnet in cms. 
from its initial position 1, to its final position 2 ; 
n = number of turns in the magnet winding; 

4) = total magnetic flux (which varies from a 
minimum value <()j in the initial position, to a maximum 
value (p 2 in the final position of the electromagnet); 

L= inductance of the magnet winding in henrj'S, 
which varies with (j>, from Lj to Lg : 

Then, we have 

L= henrys ; (Ch. VII) 

and the e. m. f. induced in the magnet w’inding. 

Evidently this e. m. f. is induced by the consump¬ 
tion of power 

P=I. E. = I2 watts, 
dt 

and therefore, the energy, 
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W-=| PJt —^L^ —L]) joules. (1) 

0 

Now the energ 5 ' stored in the magnetic field is : 

1- L 

Wi= —joules (in position 1). (Chap. Vll.) 
1 -2 L 

— - — :y-^- „ (in position 2). 

Therefore, 

W' = W.,-\Vi=~(L 2 -Li) joules, ... (2) 

represents the increase of stored magnetic energy during 
the motion of the armature. Here we assume that 
the inductance, in any fixed position of the armature, 
does not vary with the current, in other words, that the 
magnetic saturation is absent. ’ 

Now, the total consumption of energy in the 
•movement=the mechanical work done (which is trans¬ 
formed into electrical energy in the winding) •+the 
increase of the stored magnetic energy', (neglecting the 
small losses due to heat prodrtetion, etc.). 

Hence, from (1) and (2) we have the mechanical 
work done by the electromagnet 

W=W-W'=-^(L 2 -Li) joules. ... (3) 

Now, if F=average force or pull of the magnet in 
gram weight, during its stroke /, the mechanical 'work 
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■ = F/ grain-cm. 

= Fig absolute units, g, being the accele¬ 
ration of gravity (=981.cm/sec.®) 

= l'7g 10“’joules . (4) 

(since 1 joule=10^ absolute units (ergs), 

From (3) and (4) we, therefore, have— 

P 

17=-^- (Lg —Lj) 10^ gram-cm. ... (5) 

as the mechanical work of the electromagnet, 

and, •• . 

as the average force or [jull Of the electromagnet, during 
its stroke /. 

Equation (6) may,be put in the form— 
dL 

^ = S™®. 

where dl represents a motion-element in any position 
I of the electromagnet. 

Reduction to Foot-Pounds:— 

If I is in feet, and F in pounds, we divide by 
454 X 30.5 = 13,850, and substitute for ^=32, and 
thus get 

F/=3.68 P (L’s-L,) ft.-lb. ... (8) 

F = 3.68 lb. (9) 

F=3.68 lb. 

dl 


( 10 ) 
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These equations apph' equal]\- to the direct anil 
alternating-current electromagnets. 

In the alternating-current electromagnet, if I is the 
effective value of the current, then F is the effective or 
average value of the pull, and the pull or force of the 
electromagnet pulsates with double frequenc)- between 
0 and 2F. 


Other Forms of Equations (5) to (7):— 

In the alternating current electromagnet usualK- 
the voltage consumed b\- the resistance of the winding. 
IR, can be neglected in comparison with the voltage 
consumed bj- the reactance of the winding, IX. The 
latter is, therefore, practical!}' equal to the terminal 
voltage, E, of the electromagnet, imd hence In- the 
general equation of self-induction, 

E = 2 tt/LI, 

where_/= frequency in cycles per .sec.; and substituting 
this in equs. (5) to (7), we have ;— 

In the metric system ; 


F/= - 


IJE^-E,) 10’ 


dE 


grm.-cm.... 


IJE ,-E,)10^ ^_I_ 

4 7r/g7 4^yg dl ••• 

In foot-pounds: 

F^^ -586 1 (E,-Ep) 

p,_.586 I (Ejj-Ei) .586 I dE .. 
ft ~ f ~dr 


( 11 ) 

( 12 ) 

(13) 


lbs. 


... ^(14) 
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Example 9. In a 50-cycle A. C. lamp magnet, the 
stroke is 4 cms., the voltage, consumed at the constant 
alternating current of 5 amps., is 10 in the initial 
position, and 20 in the final position. Find the average 
pull of the magnet. 

Solution:—■ 

Here, /=4 cms. 

Ej = 10 volts. 

Ej = 20 volts. 


i =5 amps. 
/=50 

Heuce, by eqn. (12), we have 
5x10x10^ 

*‘~”4"x1.14x50x 981x4. 


= 203grms. (=.45 fts.). 


30. Efficiency of an Electromagnet— The 

work done by an electromagnet, and also its pull, 
can be calculated from eqn. (12). With a given 
maximum voltampere lE,^, available for the electro¬ 
magnet, the maximum work would thus be done, in 
other words, the greatest pull would be produced, if the 
volt-amperes at the beginning of the stroke were zero, 
that is, if Ej = 0; and the maxfmum output of the 
magnet thus would be 
T- . lEolO^ 

4”t 77' Srna.-cm. ...(15) 

The ratio of the actual output, to the maximum 
output, or the efficiency of the electromagnet, is thus : 
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Or, using the more generiil equation, 



Thus, the efficiency* of an electromagnet is: 

(1) the difference between the maximum and 
minimum voltage, divided by the maximum voltage : or, 

(2) the difference between the maximum and 
minimum volt-amp. consumption, divided b\- the 
maximum volt-amp. consumption ; or, 

(3) the difference between the maximum and 
minimum inductance, divided by the maximum 
inductance. 


Deductions- —From eqn. (15) it is evident that 
the maximum work that we can derive from a given 
expemliture of volt-amperes is limited. Thus, for 
IE,j = 1, or for 1 volt-amp., the ma.ximurn work that 
could be derived from a given alternating-current 
electromagnet, is— 


F„/= 


10 ^ 

4 ^fs 


810 

— —grni. cm. 


...( 18 ) 


Thus, referring to the previous example, a 50-cycle 
electromagnet can never give more than 16.2 grm.- 
cm., and a 25-cycle electromagnet never more than 32.4 
gram-cm. pull per volt-ampere-supplied to its terminals. 


# Cf.—Expression for efficiency in thermo-dynamics 
Ta-T, 
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Inverse!}’, for an average pull of 1 gram over a 
<listance of 1 cm., a minimum of 1/16.2 volt-amp. is 
required at 50-cycles, and a minimum of 1/32.4 volt- 
amp. at 25-cycles. 

Or, reduced to’ pounds and inches, for an average 
l)ull of 1 lb. over a distance of 1 jn. at least 71 volt- 
amps. are required at 50-cvcles, and at least 35.5 
volt-amps, at 25-cycles. 

This is a criterion by which to jiulge the success 
of the design of electromagnets. 

31. The ConstantnPotential Alternatinil 
Electromagnet.— 

Let E^ = constant alternating voltage impressed upon 
an electromagnet; 

I = current, in amperes, which varies from a 
maximum I,, in the initial position 1, 
to a minimum 1 ^ in the final position 2, 
of the armature; 

Li, Lg = inductances of the winding in the two cases. 

If the voltage consumed by the resistance, IR, be 
neglected compared with the voltage consumed by the 
reactance, IX, then the voltage impressed on the 
electromagnet is constant and is the terminal voltage 
Eq. Thus the magnetic flux, 4>, is also constant during 
the motion of the armature of the electromagnet. 

The e. m. f. induced in the magnet winding by the 
motion .of the armature. 
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e = n 10® volts 
cl t 

is therefore zero, and hence also the electrical energy 
expended, W=0. 

That is, the electric circuit does no work, tmcl the 
mechanicsd work of moving the armature is done by 
the stored magnetic energy. 

As in eqn. (4) the increase of stored magnetic 
energy is, 

12. T _ T2 T 

W' — — *1 ^1 

-2 - - 

and the mechanical energy is by (4), 

W = Fig 10"'' joules. 

Hence, the equation of the law of conservation of energ}-, 

W=W'4-W 

12 T —12 T 

becomes 0 =— - — -j— —1-4-Fig 10"'', 

or, FI = — | 2 j "2 . JQ 7 gram-cm. ... (19) 

Substituting from the equation of self-induction, 

Eq =2 ’r/ Lj Ij ... (in position 1) 

Efl =2 IT / Lg Ig ■•• (II II 2) 

in eqn. (19), we have the equation of the constant- 
potential alternating electromagnet : 

io7grm.cm. ... (20) 

and F 10', 

4T/g/ 

_ Eq (1 I 
4’r/g rf/ 


grms, 


... ( 21 ) 
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or, 


reducing to foot-pounds — 

H - y 

. 586 Eq (I 1 -I 2 ) 

// 


ft.-lb. 

.586 Eo 
^ / 


... ( 22 ) 

^Ib. (23) 


Generalisation:— 


If we substitute Q = El=volt-amperes, in eqns. (20) 
to (23), and eqns. (4) to (7), of the previous section, 
we have the same expressions of the mechanical work 
and pull, both for constant-potential and constant- 
current alternating electromagnets. 

In metric system: 


E/!= 

F= 


4 


4 


SQ_ 

’r/g 


- 10 ’ 


10 ’ = 


grm.-cm. 

1 

4>r/g 


... (24) 

grms. 
... (25) 


In foot-pounds: 


F / = .. ft.-lb. 


.586 8 g .586 d Q 
)i - t d/ 


... (26) 
... j(27) 


where 8 Q=difference in volt-amperes consumed by 
the magnet in the initial and final positions of the 
armature. 


Both types of alternating-current magnet, 
gives the same expression of efficiency, viz: 

SQ 


then, 
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where Q„i= the muximiim volt-amperes consumctl, 
corresponding to the end-position in the constiUit- 
ciirreht magnet, and to the initial position in the cons¬ 
tant-potential magnet. 

32. Law of the Plunger Electromagnet-— 

The following formula has been found by practice 
the most accurate and complete for the design of 
plunger electromagnets. 

Let P=pull in pounds, 

B=flux density in the working air-gap, 

/= length of the air-gap, 

IN=ampere-turns in the winding, 

A=cross-section of plunger in sq. in, 

P(,=pull at 10,000 ampere-turns and 1 sq, in. 
of plunger, 

n = ampere-turn factor, 

and, L=length of the winding in inches. 

Then, the pull due to an iron-clad solenoid is—■ 


„ AP, (IN-n) 

10,000-n ’ 

and, at points along the uniform range of solenoids 
the pull for the plunger electromagnet will be: 




IN* 


075,600 X r* 


•f 


P.. (IN-n) X 
10,000-n /• 


Here I must include the extra length assumed due to 
the reluctance outside of the working air-gap. 
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Pull in Pounds, and Ampere-turn Factor at Different 
Points along an Electromagnet. 


L 

P, 

n 

1 

33.0 


2 

28.3 

3150 

3 

23.4 


4 

19.2 . 

2500 

5 

16.0 

2200 

f) 

13.8 

1970 

7 

12.2 

1750 

8 


1580 

9 

10.0 



9.2 

1230 

11 

8.4 

1100 

12 

7.8 

960 

13 


840 

14 


725 

15 


625 

16 

6.0 

525 

17 

5.7 


18 

5.3 


19 

5.0 


20 

4.7 

210 


To approximate the curve of a Plunger Electro¬ 
magnet at points between the centre of the winding 
and the ends of the winding where the plunger enters, 
assume that the curve is a straight line for the last -4 of 
the distance ; then the pull at any point, la as measured 
in inches, back from the end of the winding will be: 
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( 


I N* 


/„P.(IN-n) 


■) 


7075000/2 ' .4 L (10000-n) 

It is assumed that the winding is approximately 
as long as the inside of the frame. 

38. The Permissible Heating of Magnet 
GoU and Surface of Emission.—The passage of 
a current through a wire is always accompanied by a 
generation of heat according to Joule’s law. As a 
result, a general rise of temperature is produced in the 
wire, which goes on until the rate of loss of heat by 
radiation is equal to the rate of generation. In practice, 
it is necessary, therefore, to so fix the permissible 
heating of magnet coils and surface of emission, that 
no overheating is produced in the coils, by providing 
a radiating surface proportional to the heat developed, 
i. e. to the energy wasted in the coils as heat. 

Let us term ‘the energy dissipated per unit of 
radiating surface in watts the specific energy loss.’ 
•Now, the rise of temperature per unit specific energy 
loss, 9,n, is found to be constant under ordinary circum¬ 
stances. Therefore, the actual rise of temperature 
of any magnet coil, above the atmospheric temperature, 
^,.is given by— 

* OT 

A ’ 

■where Pra=energy in watts wasted in the coils. 

Am=cooling or radiating surface, 

p 

SO that, specific energy loss. 
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Now, the rise of temperature which is compatible 
both with efficiency and safety, in practice, is found 
to vary between limits of 10° C and 50° C. .And 
according to Esson, rate of emission of heat from field 
magnet coils is 1/355 watt per sq. cm. per degree 
■Centigrade. 

Haice, fl,„ = 355, for Centigrade degrees and radiating 
surface in sq. cnis. 

= 55, for Centigrade degrees and radiating 
surface in sq. inches. 

= 99, for Farenheit degrees and radiating 
surface in sq. inches. 

P 10 2 

Therefore, for a rise of 10° C,—t^=— watt 

All, jD *11 

per sq. inch. 

P 50 

And for a rise of 50° C, y^"' ' = ~ 55 ~ =|T 
per sq. inch, 

which gives as a mean value watt per sq. in. for a 
rise of temperature of 30° C. Inversely, the radiating 
surfaces for the temperature rises mentioned, will 
respectively be 5.5 and 1.1 sq. inches (or, 35 and 7 sq. 
cms.) per watt, giving as a mean value 3.3 sq.inches 
per watt. From this we derive the following rule for 
winding a coil :— 

\Vith a certain coil space permitting only a certain 
amount of surface, the winding must be so performed 
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that each 3.3 sq. inches of radiating surface can dissipate 
energy at the rate of one watt, in order that the 
temperature shall not rise above 30° C. 

It may be mentioned here that Kapp allows 2.5 sq. 
inches (16.2 sq. cms.) per watt for field magnet coils, 
anil 2 sq. inches per watt for a brush-arc dynamo. 

The following is Dr. S. P. Thompson’s formula for 
finding the MAXIMUM PEKMISSIKLE CURRENT, with 
the maximum rise of temperature permissible— 

III, =v/ t° C X sq. cms. 

, 355 X resistance (hot) 

or. 1,11 = ^ t° F X sq. inches 
99 X resistance (hot) 

If we assume that a safe limit of tenqierature is 
90° F (50° C) higher than the surrounding air, then 
the largest current which ma\' be used w ith a given 
electromagnet is expressed by the formula:— 


Highest itermissible amperage=0.95 v/ — in d^— 
° ' resistance (ohms) 

Similarly, for shunt coils we have :— 


Highest permissible voltage=0.95 (sq. Ins.).x (resist.) 

84. Loss of Heat in a Coil is Independent 
of the Size of Wire:— I 'or a coil of given volume 
the energy wasted as heat is the same for the same 
magnetising pow'er, irrespective of the gauge of the w-ire. 
If H = amount of heat generated per second, 

IN=ampere-turns, 

then, H = I® R„„ ... ... (1) • 

and IN=the excitation ampere-turns. 
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Let now the gauge be so changed that for the same 

volume we have the same magnetising power or 

excitation, 

i. e. NI = I'N' 

,, N , 
or, I = 3 ^, I. 

But, for wires of the same material the resistance in ohraS 
varies directly as the square of the mimlx;r of turns in a 
coil filling a given space. Therefore, 

R'n, _ 

K, " 

N'2 

or. R',.= m.2 R- 

J^I 2 

Hence the heat generated in this case, 

I.y x(|2.k„, 
which is the same amount as given by (1) 

Example 10. The field magnet coil of a kilowatt 
series dynamo giving 10 amperes at 250 volts requires 
5250 ampere-turns, the winding having a depth of 1.5 
inches. The core is 4 inches by .5 inches, and also 
7 inches long. Determine the resistance, size, and 
weight of the copper wire used for the winding; 

Solution ;— 


(1) We assume that the temperature rise does not 
exceed 30° C. at normal load. 

Here, IN = 5250, and 1 = 10 amperes. 


N = 


5250 

10 


= 525. 
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The length of a mean turn is 

4=2 (4 + 1.5) + 2 (3 + 1.5) 
=20 inches. 

Therefore, the total length of the wire 


ft. 

The radiating surface of the coil 


A,II = 7|2x(4 + 3) + 2x(3 + 3l|- 
= 182 sq. inches. 

Allowing 3.3 sq. inches for radiating heat at the rate of 
•one watt, we have 


I,? K 




.-. R 


itl 


m 

3.3' 

182 

100x3.3 


= .552 ohms. 


which is the resistance of the coil at a temperature 30°C 
above that of the atmosphere, which we may suppose 
to be at 15” C. 

Taking the temperature coefficient of copper to be 
.-00387, the resistance of the winding at 15® C is— 


R=- 


R,„ 


.552 


(1+.00387x30) 1.1161 


= .495 ohms. 


( 2 ) 


The resistance of 1000 ft. of the wire 


.495 X 1000 
875 


= .566 ohms. 


From the wire table we find that the nearest gauge 
•corresponding to this is No. 10 S. W G. 

(N. B.—The size of the wire is also, to some e-xtent, 
fixed by the current which has to flow through it, and 
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1)V the permissible heating. The maximum permissible 
furrent for No. 10 S. W. G. is 32 amps. So 10 amps, 
is (|iiite a safe current to pass through it.) 

(.5) The wire has a weight of 78.97 lbs. per each 
ohm of resistance. Therefore, the weight of the winding 
W= 78.97 X. 496, 

= 39 lbs. 

Verieication.— The diameter of the wire is .128 
inch, and allowing .012 inch for insulation, we have 
.14 inch as the diameter of the insulated wire. 

.'. Number of la\ ers= ^-= 10.7, 

7 

anil number of turns per layer=—- = 50. 

.’. Total number of turns, N = 50 x 10.7=535. 

35- Lamont-Frohlich’s Law of the Electro¬ 
magnet. —The electromotive force E, induced in the 
armature of a generator is proportional to the magnetic 
flux linked with the armature coils, and to the speed 
of the machine. 

Thus, a relation can be found between the E. M. F, 
produced in the armature at a given speed, and the 
exciting current in the field magnet coils. In othei 
words, E can be expressed as an imperical function ol 
the magnetising current, I (say), with a certain degree 
of accuracy. 
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Such iin eraperical formula which agrees best with 



experimental results is due to Frohlich previously pro¬ 
posed by Lament, and m ly be deduced from inform i- 
tion supplied by the m’.ignctisation curves of samples 
of iron and steel employed in dynamo construction. 
In Fig. 2.03 the m-agnetisation curve (I), for a sample 
of steel forging has been constructed from the following 
data given by Prof. Ewing ;— 

Mngiieftzing Force. Induction. Permeability. Reluctivity. 


H 


B 


X 

-or 

P 

5 


12300 ., 

,. 2460 .. 

406 

10 


14920 ., 

.. 1492 .. 

670 

15 


15800 .. 

. 1054 .. 

949 

20 


16280 

. 814 ... 

1228 
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H 

B 


- or K 

30 

16810 . 

. 560 

H- 

1785 

40 

17190 . 

. 429 

2331 

50 

17500 . 

. 350 

2857 

60 

17750 . 

. 296 

3375 

70 

17970 . 

. 257 

3891 

30 

18180 . 

. 225 

4444 

00 

18390 .. 

. 204 

4902 

100 

18600 .. 

. 186 

5376 

The reluclivitj- 

- ^ — (reluct 

ince of a 

centimetre cube, 


which IS alwiiys less tluiii unit)-) given in the 4th column, 
is expressed in terms of a unit which is the millionth 
fiart of the rcluctivit)- of air. Curt-e (II) represents the 
■eluctiviti- of the sample of steel forging for dynamo 
nagnets, and, as will be observed, the reluctivity follows 
i straight line law. Hence, 

1 

— =;i,+l),H = K . (1) 

where aj and b, arc constants) represents the relation 
letweon reluctivity and magnetizing force. 

11 u 4 IT N I 

)lso, H = - andB = ^H. ... ( 2 ). 

I'rom eqns. (1) and (2) we get the. following 
iktion between induction B and the number of 
mpere-turns N I :— 

1 

^ aj-fbjH. 
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B = /xH = 


10/ 


N I 


ai+b,-f-/-Nl 


,vhere 


10 / 


a N I I 

"f+bN i~a + lil 


4ffb 


_ T ^ 1_ 

“^"lO /a’, 10/Ui’ 


L. „ = . 


( 3 > 


4 » N 
10 / 




The expression in eqn. (1) represents I'rohlich's Law 
in a simple form. 

Eqn. (1) can also be expressed in terms of B. Thus, 

since B = fiH, and we have H = K B, 

and therefore from (1), 

K = aj 4-bj K B, 


- . 

This form is sometimes useful in calculations relating to 
compound magnetic circuits containing air-gaps. 


A short table of values of aj and bj for the relation 
K=aj 4-b,H, due to Messrs. Haustan and Kennelly, 
is given below for reference. 


For ordinary dynamo cast iron K= 0.0026 +0.000093 H. 


For dynamo wrought iron 
For soft iron(stoletow) 
For cast iron 
For Norway iron 
For steel 


K= 0.0004 +0.000057 H. 
K= 0.0002 +0.000056 H. 
K= 0.0010 +0.000129 H. 
K= 0.0001 +0.000P59H. 
K=0.00045 + 0.000051 H. 
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Example 11- A soft iron-ring, 4 sq. cms. cross-section 
iind 12 cms. mean radius, is wound with 870 turns of 
wire carrying a current of 50/87 amps. Determine the 
reluctance of the magnetic circuit, the total magnetic 
ilu.x and the permeability of the iron. 

Solution:—> 


Since 


H = 


.4 X N I 
I 


„ .4 XX 870x 50 

”=T-x i2x-x87 

Now, substituting the values of Uj and bj for soft iron, 
the reluctivity 

K = .0002 4-.000056 H. 

= .0002-f .000056 X 8.3 = .00066. 

/ OX ir 

.-. Reluctance R = K.^- = .00066 —-— = .0124, 


and, permeability = 
^gain, magnetic flux, <j> 


K .00066 

_ M. M. F. 
Reluctance 


1.257 N I 
.0124 

1.257x870x50 
87 X. 0124 


5 


=50685. 
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Example. 12. Determine the current required to 
produce a flux density of 12500 lines in an air-gap 
4 mms. wide cut across the iron ring. 

Solution:— 

.4 

Reluctance of air-gap R, = = .1 

Reluctance of iron R, = K j. , 

A 


, a, .0002 

where K,- g ” 1-.000056 x 12500 


,0002 

.3 


= .00067, 


.-. R, = .00067X =.012556, 

4 

and, R=R„-fR;= .l-f-.012556 = .112556, 

M. M. F. 

Now, total flux, (j>= —'— . 

K. 

4 X 12500 X .112556 = 1.257 x 870 x I 
••• I=-tfI 359-=5-11 amperes. 

These results agree fairly well with those of Ex. 13 
which verifies the truth of Frohlich’s Law. 

Example 13. An iron-ring, 4 sq. cms. cross-section 
and 12 cms. mean radius, has an air-gap 4 mms. wide 
cut across it. The ring is wound uniformly, with a 
number of turns of insulated wire carrying a current 
of 5 amperes. If there is no leakage, find the number 
of turns necessary to produce a field of strength 12500 
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C. G. S. units in the'gap (permeability of iron=2000, 
for the excitation used). ■ ' 

Solution:— 


Here, we have— 

1 = 5 amps.,N = 10,000x4, /i = .4, cm., 4 = 
■( 2 irx 12-.4 ), A,=A 2 = 4cms., =1,^^2 = 2000, 
so that 


1.257 N I 


l,257xNx5 


2 IT r—/, 


.4 


Ml ■ 


or, 12500 X 4 = 


M2 ^2 ** 

1.257xNx5 

.10935 


4- 


24 IT — .4 


2000 X 4 
1.257 N 


.02187 


.-. N = 


12500 X 4 X. 02187 
L257 


= 870 turns. 


‘ Exercises. 

1. A ring-shaped electromagnet has an air-gap 
6 mm. long and 20 sq. cm. in area, the mean length 
of the core being 50 centimetres, and its cross-section 
10 sq. cm. Calculate, approximately, the ampere-turns 
required to produce a field of strength H = 5,000 in 
the air-gap. (Assume permeability of iron-as 1,800), 
(C. & G., II., 1908)*. 

2. What is an electromagnet ? In what way 
does its magnetism depend on its core ? What are 
the reasons which determine, in any case, whether the 
coil should consist of a few turns of thick wire or of 
many turns of thin wire ? (C. & G., {., 1908), 
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3. What rules can you give about winding electro¬ 
magnets ? What are the circumstances that determine 
the selection of any particular size of wire for the coil ? 
(C. & G., I., 1906).» 

4. The air-gap area of each pole of a smooth-core 
four-pole dynamo is 300 square centimetres, and the 
distance from pole-face to core is 5 millimetres. How 
many ampere-turns must be used on each’ pair of poles 
for air-gap e-vcitation alone if the magnetic densitj- in 
the air-gap is 10,000 lines per square centimetre ? 
(C. & G., II., 1910). 

5. What is the magnetisation curve of a material ? 
Sketch approximately to scale such curves for air, hard 
steel, wrought-iron and cast-iron. (C. & G., II., 1913). 

6. How does the pull, which an open solenoid 

exerts on its core, vary with the position of the core 
in the following cases : (a) when the core itself is 

much longer than the solenoid; (b) when the core is 
from one-quarter to one-half as long as the solenoid; 
(c) when a very short cylinder or a sphere of iron is used 
instead of the usual core ? In the case (a) state also 
what difference, if any, will result if the solenoid is 
surrounded by a cylindrical jacket of iron, closed at the 
bottom by an iron disc. State also how the pull, in any 
given case, will be affected by a reduction of the excitation 
to one-half its normal value. (C. & G., II., 1907), 

■ 7. A solenoid, 12 in. long, wound on a brass tube 
1\ in external diameter, is coiled with a No. .13 S.W.G, 
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wire, having 10 layers with 115 turns in each layer, and 
can carry 5 amperes without undue rise of temperature; 
Calculate the strength of the magnetic field produced, 
(a) at the centre of the coil, (b) at .the open mouth of 
the coil. What is the maximum pull you would expect 
it to exert on a cylindrical rod of soft iron half an 
inch in diameter and 15 in. long ? In what 'position of 
this rod will the pull be a ma.ximum ? 

(C. & G., II., 1910). 

8. A smooth-core armature, working in a four- 
pole field magnet, has a gap (from iron to iron) of 
0.5 inch. The area of surface of each pole is one 
square foot. The flux from each pole is 7 megalines. 
Find (a) the mechanical force with which the pole attracts 
the armature; (b) the amount of energy expressed in joules 
that is stored in the four gaps. (N.B.—746 joules = 550 
footpounds at London; 1 foot = 30.48 cm.; 1 pound= 
453.6 grm.). (C. & G., II., 1909). 

9. Explain why the holding-on force of a magnet 
is proportional to the square of the flux-density at the 
surfaces in contact. Which will exert the greater 
hold-on force—a magnet having a flux of 400,000 
magnetic lines and a contact surface of 8 square inches, 
or one having 500,000 lines and a contact surface of 
Wj sq. inches ? (C. & G., II., 1909). 

10. One field coil of a dynamo has to give 10,000 
ampere-turns with a potential difference of 110 volts 
between its terminals. The mean length of one turn of 
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wire on the coil is 0.4 metre. Find the tUameter in 
millimetres of the copper wire required; also find the 
niimher. of turns of wire in the coil for a permissible 
loss of 90 watts. Take the resistance of a copper wire 
1 metre long and 1 square millimetre in cross-section 
at the temperature of the coil as 0.02 ohm. 

(C. & G., II., 1914). 

n. You have to make a long coil of wire such 
that when 10 amperes flow through it the magnetic 
field at the centre shall be 1000 times as strong as the 
earth’s horizontal field (H). How many turns per 
centimetre must be put on the coil ? H = 0.18. 
(C. & G. 91.). 

12. You are required to wind over a brass tube 
500 centimetres long and 2 centimetres external diameter 
with one layer of covered wire, 1 mm. diameter over 
the covering. What length of wire will you require ? 
What will be the strength of the magnetic field at. the 
centre of the axis of such a helix when a current of 
one ampere flows through the wire ? 

(C. & G., 87). 

13. Calculate approximately the strength of the 
magnetic field produced at the centre of a solenoid 4 in¬ 
ches long, the coils of which are 1^ inches thick and Have 
a mean diameter of 7^ inches, when the current density 
taken over wire and insulation together and measured 
on a plane containing the axis of the solenoid is 750 
amperes per square inch. Could a coil so constructed 
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and w orking with this current density be used for long 
periods without UNDUE heating ? (C. & G.). 

• 14. A closed soft iron ring, 100 cms. mean 
circumference and 5 sq. cms. cross section, is uniformly 
wound with 200 turns of insulated wire. Suppose you 
have found that the following relations exist in iron of 
this quality : 

B = 10200 12000 13700 

/i= 2000 1500 1000 

Calculate the current C at w'hich the total flux of 
magnetic lines is 65000 C. G. S. lines. (C & G., 92.). 

15. Calculate approximately the strength of the 
magnetic field produced at the centre of a solenoid 4 
inches long, the coils of which are 1^ inches thick, and 
have a mean diameter of inches, when the current 
density taken over wire and insulation together and 
measured on a plane containing the axis of the solenoid 
is 750 amperes per sq. inch. (C. & G.). 

16. An electromagnet has to be designed to produce 
an appro-ximately uniform field of 10,000 lines per square 
centimetre over an area of 12 sq. centimetres in an air 
gap half a centimetre long. Sketch an electromagnet, 
approximately to scale, with which this result can be 
obtained without undue heating of the coils. State the 
gauge of wire, number of convolutions, and current that 
may be used, and describe in detail how your results 
are obtained. (C. & fl.). 
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17. Two electromagnet bobbins arc fully wound 
with the same weight of wire, the latter being 4 mils 
gauge in the one case and 2 mils gauge in the other. 
What will be the relative resistances of the two bobbins ? 
<C. and G.). 

18. An electromagnet is wound to a resistance 
of 320 ohms, with wire 20 mils in diameter. What 
diameter would the wire have to be in order that with 
the same weight of wire on the electromagnet the 
resistance may be 20 ohms ? (C. and G.). 

19. The resistance of the wire on a bobbin fully 
wound with silk-covered wire 7 mils diameter is found 
to be 120 ohms. What will be the resistance if the 
same bobbin be equally wound with 10 mils wire ? 
The thickness of covering to be taken as 1 mil in each 
case. (C. and G.). 

20. An electromagnet bobbin, 2 inches long, 1 
inch external, and | inch internal diameter, is to be 
filled with wire,. 20 mils in diameter; what length of 
wire will be required ? (C. & G.). 

21. Calculate the size, resistance, and weight 
of copper wire such that, if wound on a magnet core, 

7 inches by 3^ inches, and having a potential difference 
of 25 volts maintained between the terminals, 5000 
ampere turns will be produced. Length inside former is 

8 inches. (C. & G.). 

22. When fully excited, the values of the induc¬ 
tion B, in the various parts of the magnetic circuit 
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•of a dynamo, and the mean lengths of path I of the 
magnetic flux, are as given below :— 

Magnet cores, high permeability 
cast steel (t\to in a circuit)... /=30 cms.: B= 13000 
Magnet yokes, high permeability 

cast steel ... 7=40 „ :B= 10000 

Air-gap (flux crosses twice in a 

circuit) ... /= 7 mm.: B = 7000 

Armature Teeth (flux passes 
through two groups each) ... 7=25 „ : B = 20000 
Armature core, charcoal iron 

' sheets ... 7=30 cms.: B = 10000 

The mean length of a turn of shunt winding is 80 
•cms., anil the E.M.F. measured at the ends of the coils 
on a pair of limbs is 100 volts. What would be the 
size of wire required for a shunt winding neglecting 
any allowances for armature reaction ? (C. and G.). 

23. The limb of a dynamo magnet is of square 
section, each ^idc measuring 8 inches the length of 
the portion occupied by shunt winding is 7 inches; 
what size and quantity of wire will be required to form 
a sbunt coil which will give 12000 ampere-tums when 
a pressure of 100 volts is maintained between its two 
ends, and allowing a cooling surface of 2 square inches 
per watt wasted? The cooling surface may be taken as 
the area of the external surface of the coil, plus that 
of th5 two ends. The resistance of a cubic inch of 
copper is approximately 0.66 microhm at 600 F., and 
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the coefficient for increase of resistance with rise of 
temperature 0.21 per cent, per degree F. The working 
temperature of the coil is to be taken at 110°F. (C.&G.). 

• 24. A horse-shoe electromagnet with a core and 
keeper forged from l-inch square iron is excited by 300 
ampere-turns. Let the joints between the pole faces 
and keeper be scraped so as to make a perfect fit, and 
assume that the permeability of the metal at the junction 
produced by 300 ampere-turns is 1500. Length of 
magnetic circuit 16 inches. Find the total flux through 
core and keeper, and the force requireil to tear the 
keeper off. (C. & G., 93.). 

25. A drum armature in a 2-pole field contains 
150 external conductors, and runs at 550 revolutions 
per minute. Find the total flux passing through the 
armature, which is required to produce an electromotive 
force of 115 volts on open circuit. (C. & G., 93). 

26. Calculate the resistance of a Gramme 
armature wound With 144 turns of rectangular wire 
0.2 X 0.21 inch, length of armature core without in¬ 
sulation' 12 inches, radial depth 2.5 inches. The 
resistance of 100 yards of copper rod, one square inch 
in cross section, is .0025 ohm. (C. & G.). 

27. You have a cylindrical armature core 12 
inches diameter, 15 inches long, and two-polq field, 
bore of pole field 13.4 inches, polar angle 112. The 
armature has 150 external conductors, and carries a 
current of 250 amperes. Determine the following: 
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(1) total flux of lines to produce an armature E. M. F. 
of 115 volts at 550 revolutions per minute ; (2) exciting 
power required for air-space; (3) average induction in 
air-space ; (4) induction under the polar edges at full 
load. (C. & G.). 

28. Determine the • winding of a Gramme 
armature, the core of which has a length of 12 inches, 
(not including the thickness of the insulation), a diameter 
of 7 inches, and a radial depth of iron of 2 inches. 
The bore of the pole-pieces is not to exceed 13 inches. 
The dynamo is to jiroduce 100 volts at 1000 revolu¬ 
tions per minute, and the largest current permissible 
so as not to raise the temperature of the armature 
more than 75® F. above that of the air. Assume such 
an induction as you think desirable. Calculate the 
resistance of the armature cold and hot. (C. & G.). 

29. A firm has in stock a field magnet wound 
with 1540 turns on each of its two limbs, and having 
a total resistance of 14 ohms warm. The length of 
the mean line is 80 centimetres, and the polar bore 14J 
inches in diameter. Consider whether it is possible 
to construct an armature for this field to give 400 
amperes at 110 volts at a speed of 540 r.p.m. If it be 
possible, give the diameter of the smooth core you 
would use, the number and size of the armature bars, 
and state. whether the machine would have any faults 
which would not have existed had you designed an 
entireTy new machine. The length of the magnet 
parallel with .the shaft is 20 inches and its, smallest 
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width 9 inches. The materials used in the armature 
and field cores have the following qualities :— 

Fora density = 11000 c.G.S. lines in the armature H = 5.6 
„ =12000 „ „ „ „ H = 7.6 

„ =13000 „ „ „ „ H = 11.3 

„ =14000 „ „ „ „ H=]6.9 

„ =12000 „ „ in the field H = 10 

magnets. 

„ =13000 „ „ „ „ H = 14 

„ =14000 „ „ „ „ H = 18 

( C. & G.). 



CHAPTER III 

HYSTERESIS AND EDDY CURRENT. 

36. H a magne tic su bstance is ma^ne ti^e J in a strong- 
magneticheld it retains a considerable portion afimagneU, 
ism after the magnetic force has been withdraw. 

The phenomenon of the lagging of the induction 
behmd the magnetizing force is known us MA-GKETIC 
HYSTriRESi4...1t involves dissipation of energy in the 
form of heat in overcoming the molecular friction of 
iron and the work done is proportional to the area of the 
hysteresis loop. 
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Apply a gradually increasing magnetizing force to a 
sample of annealed wrought iron which has been previ¬ 
ously .demagnetised, and measure the induction B. We 
find that when the magnetizing force is first applied the 
induction B varies with H in a manner which may be 
represented by the curve OA. After having reached the 
point A on the ascending curve let the magnetizing force 
be gradually reduced from A to 0 again. It w'ill 
be found that the descending curve is not identical 
with the ascending curve, but is considerably higher, 
as may be shown by the part A B. When the 
magnetising force is zero, the induction B is not zero, but 
has a value represented by OB. The height OB repre¬ 
sents the residual magnetic induction of the iron, i. e., 
the lines of force, per square centimetre, passing through 
the iron when the magnetizing force has been entirely 
withdrawn. Now reverse the magnetising force by revers¬ 
ing the direction of the current through the magnetising 
coil. The iron rapidly loses its magnetism, and a negative 
force, represented by OC, is necessary to deprive the iron 
of all its magnetism. When the negative magnetising 
force is increased beyond OC the iron becomes negatively 
magnetised and reaches a maximum at the point D. At 
this point the induction B is of the same numerical 
value as at the point A, but of the opposite sign. After 
the magnetising force is again reversed it requires a posi¬ 
tive force equal to OF to deprive the iron of its negative 
magnetism. Lastly, by increasing the magnetising force 
from 0 to the same positive maximum as at first, the 
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curve EFA is obtained. A loop ABCDEFA has then 
been described, and is known as a complete magnetic 
cycle. If the cycle of operations be repeated a curve 
indential with ABCDEFA will be obtained. 

We find that in the curve (!)■ when H is reduced to 
0,B still has a considerable value, OB; this is termed the 
retentivity. (2) To reduce the induction to zero a 
negative or demagnetising force, represented by O C,' 
has to be applied; this is called the coercive force. 
(3) The return half DEFA of the curve is a repetition of 
the first half ABCD, and OE = OD, and OF =00. 

37. The two losses occuring in iron subjected to 
an alternating magnetic field are (1) the hysteresis loss 
(2) the eddy current loss. 

Hysteresis loss may be produced in two ways : 
(I) when the magnetic force acting upon the iron 
passes through zero when changing from a positive to a 
negative—this is known as an tdtemating field, having a 
fixed orientation in the iron and takes place in the core 
of transformers. (2) When the magnetic force remains 
constant in value but varies in direction, this is termed 
a revolving or rotating magnetic field, in which .the 
orientation of the induction rotates continuously. It is 
the field, an armature is subjected to, when it revolves 
between the pole-pieces. The resultant hysteresis loss 
from these two causes differs greatly. 

HYSTERESIS LOSS. 

3 S’. The hysteresis loop indicates by its area the work 
done on the electromagnet per cycle of change of current. 
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Let T=the time of the cycle variation of current, 
W = work performed during the cycle, 

S=number of turns, 
e=the induced E. M. F., 


<()=total flux=A B, 
i = the current in amperes, 

H=the magnetizing force, 

L=the length of the magnetic circuit, 

A=cross-sectional area of the magnetic circuit 
' in square centimeters. 

V = volume of the magnet = A./ 

The work done in an electric circuit is I eidt, 

T 

then, W= I eidt, 

G 

e=—where d^ / dt is the rate of change 
of flux. 


But 


T 


0 

T 



ASi dB 
10» dt 



0.4,riS 


dt. 


Thus, 


iS = 


/H 

0.4f’ 


/ 
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Substituting, 

[ A/Hdt ilB A/ 

~ J0.47rx 10“ dt 10^ x4ff I ‘ ' 

O »> 

But Al IS equal to V. Thus, 


W = - 


10'X 4 


—j HdB joules per cj cle. 


dB is the area of the hysteresis loijp corresponding 


to maximum densit}’, B, as seen from the loop. The 
area is obtained from measurement with a planimeter and 
is approximately equal to twice the retentivity into twice 
the coercive force, that is, 20Cx20B = BExCF. 
The work is given in joules per cycle. 

39- The Form and Area of a hysteresis loop 
depend upon the kind of material, and the harder the 
physical state of the materiiJ the larger will be the area 
of the loop, and consequently the greater will be the 
hysteresis loss. This may be seen from the figure 3’01. 

It is convenient to have the loss of energy due 
to hysteresis expressed in watts per kilogramme 
of material. 

Ergs per cubic centimetre per cycle 
area of hysteresis loop 
4, ' 

Watts per cubic centimetre per cycle per second 
area 

= -^-- xlO-E 


6 



82 THE ELEMENTS OF APPLIED ELECTRICITY 

Now, 1 cubic, centimetre of sheet iron weighs 7.8 
grammes. Hence watts absorbed per kilogramme per 
cycle per second 

4 V /,o 

= 0.000001 X ergs per cubic centimetre per cycle. 

Since 1 erg per second= 10“^ watts, the watts lost 
per cubic centimetre per cycle per second=10“^.r/.B*-'’. 
Therefore, • watt%lost per kilogramme per c)cle per 
second = 10“’ x »;X B’ x >)(, x 1000, 

= 0.000013 V B>-o. 

So that, when w kilogrammes of iron are subjected to « 

magnetic cycles per second, 

the total loss in watts =0.000013 >/ x B*-® x w x n. 

Example 3. Find the rise of temperature in 
degrees Centigrade of a mass of iron h.aving a volume 
•of 20000 cubic centimetres. The iron revolves for 
one hour in a magnetic field the induction density of 
which is 10,000 lines per square centimetre and has 
a frequency of 50 cycles. Assume 20 per cent of the 
hqat to be lost by radiation. When B = 10000 the 
ergs lost per cycle per cubic centimetre equals 11000. 

Solution;— 

Let T be the rise of temperature. 

Specific heat of iron =0.11. 

One cubic centimetre of iron weighs 7.8 grams. 
Onecaloiie=4.2xlO^ ergs. 

The total work done against hysteresis, 
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= 11000 X Volume x cycles per second x time, 

= 11000 X 20000 X 50 X 60 X 60 ergs. 

The work done in henting the iron 

= weight X temperature rise x specific heat x 4.2 x 10*^ 
80 percent of the work done against hysteresis 
= work done in heating the iron 

That is x 11000 x 20000 x 50 x 60 x 60 

too 

= 7.8 X 20000 X T X 0.11 X 4.2 X 10^ 
the rise of temperature of the iron 
_ 80x 11000x50x60x60 , ^ 

" 100 X 7.8 X 0.1 i X 4.2'x 10^~ 

40. The Hysteretie loss is proportional to the 
1.6 power of the maximum density and directly 
proportional to the frequency. 

If V=the volume, 

))=the constant which depends upon the quality 
17 V f B'-fi 

of the iron, W=- iqt"'- "’^tts (Stcinmete). In centi¬ 

metre measurements i/ varies from 0.001 to 0.002 in 
ordinary' sheet iron and may be 10 times as great in 
tempered steel. In the best silicon steel, it is 0.0006, 
which corresponds to 0.54 watt per lb. at 60 cycles 
and a density of 64,500 lines per sq.' in. or 10,000 
lines per sq. cm. 

For higher flux-densities one must' use a curve 
derived from experiment. Fig 3.02 (next page) when used 
in conjunction with the hysteretie constant, is useful in 
giving the hysteresis loss up to any flux-density ordinarily 
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employed in dynamos. In what follows, K,, is a function 
of B, such that Ki, x 7 = the hysteresis loss in joules 
per cycle. 



O 5000 10000 ISOOO zoooozSOOO 


B LINES PER 3q. IN 
1 I . . I I ■ I ■ I I ■ I 

0 SOOOO 100000 ISOOOC 
•. Bk K/IPP lines PFRSq.lN 

I ■. ■ 11 . ■ I m . . 11 .1 . r >■ T 

,0 S 10 IS ZO ZS 30 

Fig. 3-02 

Shows how the .hysteresis loss iti iron increases with the Ilux density. 

Table I (next page) gives the value of the hysteretic 
constant for different kinds of iron and steel. 

Fig. 3'02 has been arranged so that, whichever of 
the three commonly used systems of units is employed, 
the loss per cu. cm., the loss per cu. in. or the loss per 
lb. can be readily arrived at. The following are the 
constants to be used in conjunction with K), given in 
the figure: 

Kb X ij=joules percm cm. per cycle. 
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K|, X i; X n=: watts per cu. cm. at frequency n. 
16.4 X K|, X i; X n=: watts per cu. in. at fre¬ 
quency n. 

59 X K|, X 7 / X n=watts per lb. at frequency n. 


Table I Hysteretic Constants. 


Material. 

Hysteretic 

coostaDt^r; 

Material. 

Hysteretic 
constant =77 

Good dj'namo 
Sheet steel. 


Silicon steel 
(Si) = 1.8"/„ 

0.004 

Fair dynamo 
Steel. 


Silicon steel 
(.Si) = 0.2 

0.0021 

Silicon steel 
(Si) = 4.8 «/,. 

0.00076 

Very soft iron 

0.002 

o-bio 

Silicon steel 

=4 °U 


Cast iron 

0.011 to 

Silicon steel 
= J.5 


Cast steel 

0.003 to 
0.012 

Silicon steel 
= ^ Vo 

0.0016 

Hardened cast 
steel 

0.028 

Silicon steel 
= 2.5 ->/„ 


Barrett’s alu- i 
minium iron | 

0.00068 


In direct current armatures hysteresis loss usually 


amounts to 2.8 watts per pound atf=60 and B = 64500. 

Example 2. Find the loss due to hysteresis in the 
armature iron behind the slots of a 25-cycle generator, 
the maximum flux-density in the iron being 15,000 lines 

» Vide Miles Walkers SpeciHcatlon And Disegn of Dynamo-Electric Machinery. 










86 THE ELEMENTS OF APPLIED ELECTRICITY 

per square cm. and the volume of iron (which is of 
ordinarj’ qualitt ) being 300,000 cu. cm. 

Solution:— 

From Fig. 3.02, for B = 15,000, K|, = 0.43. We will 
take the hysteretic constant as being 0.003. 

.’. Hysteretic loss=0.43 x 0.003 x 25 x 300,000, 
= 9675 watts. 

Example 3. Find the hysteretic loss in the teeth 
of the same generator, the total volume of the teeth 
being 2000 cu. in. and the average flu.v-density in the 
teeth being 125,000 lines per square inch. 

Solution:— 

From Fig. 3.02, K,,=.85, 

.’. Hysteretic loss = 16.4 x .85 x 0.003 x 25 x 2000 
= 2091 watts. 

Example 4. If we were to work the iron behind 
the slots of this generator at 20 kapp lines per sq. inch, 
how much extra loss would we have imd how many lbs. 
of iron would we save ? 

Solution ;— 

300,000 cu. cms. of iron weigh 5184 lbs., 

150,000 lines persq. cm. = 16 kapp lines per sq. in., 
■’*-¥-*’<•^=‘*147 lb. giving saving of 1037 lb. 
From Fig. 3.02. for B|t=20, K|,=.8. 

.-. H}'steretic loss=59 x .8 x 0.003 x 25 x 4147 
= 14680 watts, 

and hence, 14680—9675 = 5005 watts extra loss at 
the higher flux-density. 
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Example 6. The hysteresis loss for a particular 
quality of iron is 1.2 watt per lb. at 50 cycles per second, 
and 40,000 lines per sq. in. 

(a) Calculate the loss for 20 lb., of iron at 40 cycles 
per second, and 70,000 lines per sq. in. 

(b) If the specific gravity of the iron is 7.7, calculate 
the hysteretic constant. 

Solution 


(a) Loss = 20 X 1.2 X ~ x ^ 


70,()00 

40,000 


) 


= 20x 1.2x .8x (1.75)>-« =47.4 watts, 

(b) 40,000 lines per sq.in. = .^^^ lines/sq. cm. 

= 6202 lines/sq. cm. 

1 lb. of iron=—c.c. = 58.9 c.c. 

1 watt =10^ ergs per sec. 

1 2 X 10 ^ 

.-. Loss per cycle per c. c.=j^ ^ g =4074.7 ergs 
at 6,202 lines/sq. cm. 

.-. 4074.7 = h(6,202)* « 

^074.7 

"“(6262)>o 

= .00354 

41. Nature of Hysteresis. —In stationary 
machines, e. g. transformers, this loss due to hysteresis 
is supplied electrically in the form of an additional 
component of the magnetising current. 

fn generators, hysteresis causes an opposing torque 
between the armature and the field, and the energy 
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lost for overcoming this torque is supplied by the prime 
mover. 

In motor, this loss usually reduces the useful 
torque available on the shaft, or may be supplied from 
the mains. 

(2) It is important to note that the COt'NTEK- 
TORyUE CAUSED BY HYSTERICSIS IS INDEPENDENT 
OF THE SPEED OF THE MACHINE. This may be shown 
as follows: 

Let T be this torque in foot-pounds, and n the 
speed of the machine (r.p.m.) 

The power • required to overcome this torque is 
proportional to the product “torque x speed,” 

i.e. W = K « T watts, .(2) 

where K is a constant. 

Therefore, from (1) and (2), we have 

K «T=)) V/. B'... ...(3) 

Now, / the frequency of magnetisation is propor¬ 
tional to the speed » of the machine, so that (.5) 
reduces to 

T=:K'r,VB’-« .(4) 

where K' is a new constant. 

Equation (4) being independent of n proves that 
the hysteresis torque is independent of the speed of the 
machine. 

Again, the power lost by hysteresis is proportional 
to the number of cycles per second, 

i.e. W=k X »x loss per cycle, 
k. being a constant. 
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•Equating this exprassion to (2), 

T=k' X loss per cycle, 

<k' being another constant) which shows that hysteresis 
loss also does not depend on the speed of the machine. 

42. Ewing’s Hysteresis Tester. —By this instru¬ 
ment a quick determination may be made of the energy 
lost by hysteresis in a sample of iron. The specimen 
is in the form of a bunille of thin laminations, each .1" 

%"> ‘I sufficient number being taken to give a thick¬ 
ness of about \". 

This bundle is held in 
the clamps S (Fig. 3.03), 
and is rapidly rotated 
between the poles of 
a C-shaped permanent 
magnet M by means of 
the hand-wheel H. The 
magnet is supported on 
a knife-edge K, and 
carries a pointer P which 
moves over a graduate^^ 
scale D. The lower end 
of the magnet carries a 
control weight W, and a 
vane V, which, moving 
in an oil bath B, serves 
to damj) the vibrations. Fig. 3.03 

By turning the milled head E the magnet can be raised 
off its knife-edge and clamped when not in use. 
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As the specimen rotates it is magnetised in alternate 
directions, passing through a complete cycle in each 
revolution. Thus hysteresis loss occurs. The lag in 
magnetisation causes the sample to drag by attraction 
the respective poles adjacent to its ends through a 
certain angle whose value depends upon the hysteresis 
of the sample. This angle is given by the pointer and 
is independent of the speed of rotation. This is proved in 
the previous article, and may also be shown as follows:— 
The loss of energy due to hysteresis per cycle for 
a cert.iin fi.xed flux density is constant. The loss of 
POWER due to hysteresis depends, therefore, on the 
number of cities per second (and increases with the 
maximum flux densit)' to which magnetisation is carried); 
so that. 

Power lost = K X « X loss per cj cle, ... (1) 

K being a constant. 

Now, the power necessaty for rotating the specimen 
is proportional to the product “driving-torque x 
revolutions per second.” Hence, the extra power 
necessarj' due to hj’steresis is proportional to 
the torque due to hysteresis x w, 
i.e.. Power lost = « x hysteresis torque ... (2) 

From (1) and (2) we have— 

Hysteresis torque oc loss per cycle, 
which shows that the torque caused by hysteresis is 

independent of the speed. . , 

The angle through which the magnet is deflected 
depends on the average torque on the magnet which is 
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merely that due to hysteresis. Hence, the deflection of 
the magnet measures the hysteresis loss per cycle, 
independent of spee;!. It is, hovvever, not directly 
proportional to the loss, but is connected with the latter 
by a straight line relation. 

A number of standard specimens, having different 
but known hysteresis losses, are supplied with the 
instrument. Deflections corresponding to three of these, 
at least, are plotted against their hysteresis losses, and a 
straight line is drawn through the three points. The 
hysteresis loss of the sample under test may then be read 
off as soon as its deflection is obtaineil. 

To eliminate any zero error the iron should be 
rotated in both directions, and the mean of the two 
deflections may be taken as the correct value. The 
tests are made at the flux density of about 4000 lines 
per sq. cm. The loss at any other value of B may be 
easily calculated from the spacing hysteresis loss=i;B'-® 
(see p. 87). 

The accuracy of the result is not affected by any 
change in the strength of the magnet, tor all the deflections 
are then altered in the same ratio. Also, the exact 
cross-section of the sample is not so important, if it is 
very nearly equal to that of the standard, for any such 
alteration is largely compensated by an opposite change in 
the fluf density. The object of using three standards 
instead of only two, is to detect and avoid any error due 
to changes in the standards with lapse of time. The 



02 THE ELEMENTS OF APPLIED ELECTRICITY 

reading of the third standard may also serve as a check 
on the accuracy of the other two standard readings. 

For use, the level of the instrument and the control 
weight should be adjusted to bring the pointer to the 
zero mark, and the magnet should be placed with its plane 
coinciding with the plane of the magnetic meridian so as 
to avoid the effect of the earth’s field on its deflection. 

43. Ewing’s Permeability Bridge.— This is an 
instrument for quickly measuring the permeability of a 
■sample of iron or steel in the form of a rotl by comparison 
with a Stan .bird test-piece. 

The construction of the instrument is simply 

depicted in Fig. d.04. 
y, The standard rod E, 
whose B-H curve 
has been determined 
beforehand by some 
other method, and 
the test rod F, turned 
truly to the diameter 
of E, are clamped 
securely in tw o soft 
iron yokes PP'having 
two vertical project¬ 
ing horns YY' also 
of soft iron. In the 
gap between the two 
horns is placed a 
PYg. 3.04 magnetic needle M, 
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the sensibility of which depends on the position of the 
controlling magnet G. A and B are two parallel solenoids 
each of length 4 cms., coiling the two rods in series ; 
so that, when a current passes through the coils the rods- 
w ith the soft-iron yokes form a closed magnetic circuit 
as shown by the arrows. 

The number of turns in A can be either 50 or 100, 
w hile that in B can be varied by means of three dial 
sw itches from 1 to 210. There is also another switch for 
stopping or reversing the current in the whole circuit. 

The test is made by passing a current I ampere 
through the two coils w’ith S.v and Su turns respective!}’ 
and operating the reversing switch repeatedl}' as S** 
is increased or diminished, watching the movement of 
the needle M during the operation. 

When the needle takes up its zero position, that is, 
when no magnetic flu.x passes from P to P' through the 
horns YY', the magnetic induction of the one rod exactly 
balances that of the other; in other words, the yokes 
are then at the same magnetic potentud. 

Now, the magnetising field for the standard 
rod is given by— 

Ha C. G. S. units, ... (1) 

and that for the test-rod, Hu , is given by— 

, Hb = ^ C. G. S. units. ... (2) 

If we denote the induction or flux density, which is the 
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same for the two rods (the cro ,s-section and total flux 


being the same) by B, we have— 


B = /l.i H|), 

... (3) 

and, from eqns. (1) and (2), 



... (4) 


Clearly, is either 5 or 10 C. G. S. units per ampere 
.(according as S^ = 50 or 100), whereas Hg ranges 
from 0 up to 21 C. G. S. units per ampere (for Sb= 0 
up to 210). 

Knowing the balancing values for different currents, 
a series of values for H,, of the test-rod can be found 
from (4); the corresponding B’s for the test-rod are 
noted on the B-H curve of the standard rod for values of 

producing the same induction as Hj, (equation J). 
From these two sets of values a .complete B-H curve 
of the Sample may be obtained. 

44. Thompson’s Permeameter —This provides 
ready and simple method of finding the relation between 
B and H of iron and steel in the form of a short rod. 

It consists of a massive block of iron M fFig. 3.05) 
with a rectangular aparture cut through it, so as,to hold 
a magnetising coil S. The test-rod R, placed as shown 
is a good fit at A, and makes good contact with the 
■block at C. 

The coil is excited by a current, and the pull P, just 
necessary to break the contact at C,is read on the* spring 
balance W. 
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If A is the 
cross-sectional area 
of the rod in sq. 
cms., 

P=—o—. A dynes, 

»ir . 

(Chap. VII) 

A 

where B is the flux 
density in lines per 
sq. cm. 

Again, the magnetis¬ 
ing field H of the 
coil is given by— 


where S is.' the 
number of turns, I 
the current in 



amperes, and I the Fig 3.05 

length of the coil in cms. 

By passing different currents two series of values 
for B and H can be obtained from (1) and (2), and a 
complete B-H curve can then be drawn for the 
sample rod. 

In formula ( 1 ), B-H'should be used instead of 
B in cases of iron of veiy inferior quality, but for 
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ordinary grades of iron, H may be neglected in com¬ 
parison with B. 

If P is in It), and A in sq. cms.. B in eqn. (1), 
is given by— 

B=334 0i / , 

* A 

45- The Grassot Fluxmeter. —This is aninstru- 
ment for direct measurements of magnetic flux with the 
help of a search or test coil used in conjunction with the 
fluxmeter. It has the great advantage over the killistic 
galvanometer in that it gives instead of a throw, a 
deflection, which remains practically constant for an 
appreciable time, some ten seconds or more, and which 
is moreover, independent of the time taken by the 
change of magnetic flux. 

The construction is essentially that of a moving 
coil ballistic galvanometer,, having a suspended 



Fig 3.06 
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coil B, (Figs. 3.06, 3.07) enclosing a fixed soft iron 
■ cylinder A, which can move freely in the interspaces, 
between the cylinder and the poles N S of a 
permanent magnet. The suspension is by a single 
cocoon or silk fibre attached to the spiral spring R 
of negligible torsional stiffness to prevent damage 
from shocks. The stiff wire frame, E fixed upon 
the coil B allows of a central attachment of two 
fine sih'cr .strips s,s' by which the current enters and 
leaves the coil. The mechanical control being extremely 
small the coil takes a considerable time to return to- 
zero from a deflecteil position. The damping due 
to air resistance is usually insignificant. The only 
effectir e damping, in this case, is the electromagnetic 
damping, i.e., the retarding force due to currents in 
the coil induced by the coil’s motion. In fact, the 
perioil of oscillation of the coil on open circuit is of the 
order of a minute. 

The suspended coil is in series with the search 
coil which, in testing, is moved into the space in which 
the flux is required. In performing this action the 
coil cuts the flux .to be measured, and as a result, the 
former coil is deflected. A pointer P on it, moving 
over a scale, gives the angle of displacement. 

A mirror on the moving coil and a lamp and scale 
may be used for more accurate work. 

The principle of the instrument is as follows :— 

In Fig. 3.06, B is the suspended coil in its initial 
7 
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zero position, C the search coil, and the arrow heads H 
denote the field of which the strength is to be measured. • 
Suppose the coil B is displaced through a small 
angle 6 into the dotted position. In doing so it cuts 
a number of lines of force proportional to 6. Thus a 
quantity of electricity q, proportional to , will flow 
through the circuit of B, where R is the resistance of 
the circuit. Conversely, if the coil B is initially in its 
zero position, anil the same quantity of electricity, q, is 
passed through it, the displacement of A will be 6 as 
before. 

Hence, supposing the search coil C is moved across 
a magnetic field of strength H when the coil B is in its 
zero position, a quantity of electricity, proiiortional to 
HSu 
K ’ 

will flow through the circuit of the two coils, causing the 
coil B to deflect through an angle 6, such that 



S being the number of turns of C, a the mean area of 
the turns of C, and R the total resistance of the circuit 
containing B and C. For a given search coil, therefore, 
S, a and R being constant, the strength of the field 
under test is proportional to the deflection, that is, 

H = K.(? 

K being a constant. This result is independent of the 
time during which the change in flux takes place. 
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By using search coils with various number of turns 
ami suitable sizes, a wide range of .magnetic fields may 
be measured. The readings of the fiuxmeter, multiplied 
by the constant for a given search coil, will thus give 
the value of the flux density under test. 

46- Eddy Currents’ —Eddy or Foucault current 
means the current which does not flow along a particular 
prescribed path, but follows the line of least resistance, 
and flows, general))', at right-angles both to the magnetic 
field and to the direction of motion. 

Eddy current is induced when a massive conductor 
!S cut by a magnetic field, but its exact path and intensity 
cannot generally be accurate!)' determined. 

Eddy current represents a loss of energy which is 
ultimately converted into heat, and which raises the 
temperature of the iron or copper sometimes to a 
prohibitive degree. 

Use. —Sometimes eddy current is turned to 
account with great advantage, as in some forms of 
tram car brake, for damping galvanometers and 
ammeters, and various kinds of electrical measuring 
instruments. 

47- Eddy Current in Electrical Machines.— 

Eddy currents also occur in the copper bars or wires of 
the armature winding itself, specially if these be very 
massive. When the revolving part of an electrical 
machine revolves in its field, there is a tendency to set 
up eddy currents. But there is also a tendency towards 
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setting up of eddj’ currents in the stationar}- parts as the 
flux passes through pr changes in them. 

48. Method of Minimizing EddyCnrrent 
Loss. —Eddy current tends to flow at right angles to the 
direction pf the flux; hence the resistance of its path 
can be increased,, and the intensity of its e.rh.f.' de¬ 
creased, by laminating the metals in which it tends to flow. 
It ma)’ be reduced as much as desired by making the lami¬ 
nations of the armature core sufficiently thin. A satisfac¬ 
tory value foi this law maj- be obtained by assuming it 
equal to the hysteresis loss. The laminations 0.01 to O.Od 
in. thickness should be parallel to the (Urection of the 
flux, and at right angles to the axis of rotation. The 
plates are insulated from one another by means of varnish, 
or thin paper, or by the oxide on the surface. 

To ELIMINATE EDDY CURRENTS IN THE COPPER 
BARS (1) the edges of the poles are rounded off, (2) the air 
gap is made larger towards the edges than at the centre, 
causing a gradual change in the field strength. 

To almost entirely avoid eddy' currents 
toothed armatures are used in which the lines pass almost 
entirely through the teeth, and the conductor is cut uni¬ 
formly at the same moment in a similar mamier preventing 
eddy currents. In cases where the teeth are highly saturated 
the width of any individual conductor measured across 
the slot should be kept as small as possible. 

49. Method of Computing Eddy-Current 
Loss.— The eddy-current loss in any volume of metal that 
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cuts, or is cut by, a flux must depend (1) on the specific 
resistance or resistivity of the metal, and (2) the 
frequency with which the flux cut$ the metal—that is, 
on the rate of cutting. Lamination increases the resis¬ 
tance ; hence, the thinner the laminations the less the 
eddy current loss. 

If Pe=eddy-current loss in watts, 

j =a coefficient varying with the quality and 
kind of metal in which the eddy currents 
are induced (which for siligon sheet steel 
varies from .000043 to .000098 with an 
average of .000065 ; for ordinary electrical 
sheet steel varies from .00012 to .00025 
with an average of .00022), 

V=the volume of the metal in which the loss 
occurs in cubic inches, 
t = thickness of the sheets in inches, 
f = frequency in cycles per second, 

B = the maximum flux density in kilolines 
(thousands of lines) per square inch, 

then, Pe=p.254xjxV (txfxB)* watts.(1) 

Prof. Sheldon gives the following formulae for the 
calculation of hysteresis and eddy-current losses in iron:- 
Pi,=8.3 1 ) f VB*-® 10~® watts, 

Pe=4.07 V (f t B)* 10-1^ watts, 
where )j=the magnetic (hysteretic) constant, 

f =the number of magetic reversals pei’ second 
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t = thickness of laminations (in mils), 

V=the volume of iron (in cubic inches), 
n=the flux density in the iron (maxwells per sq, 
inch). 

If we had a simple alternating magnetic flux through 
the sheet steel of an armature, the direction of the flux 
being strictly paridlel to the plane of the laminatioas, 
and if the individual sheets were perfectly insulated from 
one another, the edtly-current loss in watts per cubic 
centimetre of iron would be 

xt3xn2xBi,xlO->'', ...(2) 

0 p 

where, p=the sj)ecific resistance of the iron, 

t=the thickness of the sheet in centimetres, 
n=thq frequcnc)-, and 

B|„„,=the maximum flux-density in lines per sq. cm. 
Dr. Steinmetz has developed a formula for calculating 
the losses due to eddy currents in laminated iron, which 
may be stated thus: 

W,= (tfB)2xl0-l^ . (3) 

where, W,,=the Foucault loss j)er cubic centimetre, 

t = the thickness in mils of the laminations 
or plate's, 

f =the frequency, and 

B = the maximum induction (as in the hj'steresis 
formula). 

The total loss in V cubic centimetres is therefore 
We=V (tfB)2x 10-10. 


... ( 4 ) 
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To express in wiitts per pound of iron we have 

W,=6V(tf B)2x 10-15, _ 0) 

where V is the volume in cubic inches. The eddy current 
losses are only ]5°/o to 25°/o of the total core losses. 

Note.—Using formula (1) and proceeding as in §41, 
the torque caused by eddy currents is given by 
t=K' V« (t B).‘-il0-i«, 
where K' is a constant. 

Thus we find that WHILE the hysteresis torque 
IS INDEPENDENT OF THE FREQUENCY OF MAGNETISA¬ 
TION .\ND IS THE SAME AT ALL SPEEDS, THE EDDY- 
CURRENT TORQUE IS PROPORTIONAL TO THE SPEED 
OF ROTATION OR TO THE FREQUENCY OF MAGNETI¬ 
SATION. This difference is utilised in practice for separat¬ 
ing the losses causeil by hysteresis and eddy currents. 

50. Separation of Eddy and Hysteresis 
Losses. —In certain cases it is desired to investigate the 
iron of a transformer by separating the hysteresis from 
the eddy loss. 

Let Wj=the core loss at normal voltage anc 
frequency, 

W 2 = the core loss at h;Jf the voltage and hali 
the frequency, 

W,.=eddy current loss at normal voltage and 
frequency, 

Wii=hysteresis loss at normal voltage anc 
frequencj', 

then, We=2Wi-4W2. 

W„=4 Wj-Wi. 
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Example 6 Calculate the eddy-current power loss 
in a mass of ordinary laminated electrical steel having 
a volume of 70 cu. in. if the iron is acted upon by a 
flux (maximum) of 16,000 lines persq. in. at a frequency' 
of 50 cycles per section. The laminations arc.0.015 
in. thick. 

Solution- 

Substitute in the formula (1) :— 

P, =0-254 X j X V (t X f X B)*' =0-254 x 0-00022 x 70 
(-015 X 50 X 16) 2 = 0.0039 x (12) * = 0-0039 x 14-4 = -562 
watts. 

Example 7. Find the watts lost due to (a) hysteres¬ 
is, (b) eddy current in a transformer of 5000 cubic 
centimetres, in which B = 4000 gausses, f=50, and the 
hysteretic constant h=20xl0“'' watts per cubic 
centimetre per cycle; the laminae are 12 mils thick. 

Solution :— 

(a) W,, = Vhf B>-6. 

W,.=5000x20xl0->i x50x4000»-8=29 watts. 

(b) We=V (tfB>2x 10-10 

.-. Wo=5000 X (12 X 50 X 4000) 2 x 10- •« = 2.88 watts. 

Exercises. 

(1) The eddy-current loss in a transformer is 200 
watts when operated on 50 cycle mains. Calculate the 
eddy-current loss when the transformer is operated on 
a 25-cycle circuit, the voltage of which is equql to that 
of the 50-cycle circuit; 
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(2) 25 per cent of the iron loss in a 50-cycle 
Transformer, when operated at rated frequency and 
voltage, is due to eddy currents. Calculate the percentage 
increase or decrease in the total iron loss when the 
transformer is operated at 25 cycles iuid rated voltage. 

(3) The h)’stcresis loss in a 50-cycle, 2200-volt 
transformer is 400 watts. Calculate the hysteresis loss 
when operated on a 50-cycle, 1100 volt circuit. 

(4) The eddy-current loss in a 50-cycle, 2200-volt 
transformer is 400 watts. Calculate the edd}--current 
loss when operated on a 50-cycle, 1150-volt circuit. 

(5) The hysteresis loss in a transformer is 130 
watts when operated on 50-cycle mains. Calculate the 
hysteresis loss when the transformer is operated on a 
25 C 3 'c]e circuit, the voltage of which is equal to that 
of the 50-cycle circuit. 



CHAPTER IV. 

DIRECT CURRENT OENERATORS. 

51. Direction of Induced E- M. F.— Hold the 



Fig. 4.01 


thumb, the inde.x, unit 
the middle finger of the 
right blind at right 
angles to each other, to 
rejiresent the three rec¬ 
tangular axes in space. 
If the thumb points, to 
the direction of the 
motion, the index finger 
points along the direc¬ 
tion of the magnetic 
lines of force, then the 
middle finger will point 
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direct current generators 


in the direction 
of the induced 
electromotive 

force and cur¬ 
rent. 

52. Alternate 
ingx Current 
Generators.- 

If a loop of a 
conductor end¬ 
ing in two slip 
rings A and D 
IS revolved in a 
magnetic field 
about an axis 
perpendicularto 
the lines of 
force, then each 
side of the loop 
being a conduc¬ 
tor moving ac¬ 
ross the lines 
of force, will 
haveanE.M.F. 
induced in it. 
Now if the cir¬ 
cuit is com- 
• 

pleted by join¬ 
ing A and D 
to an external 



Fig. 4.03 
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circuit, through the brushes x and y, a current flows 
through the brush x to the external circuit, and enters 
the loop through the brush y while the conductor A 
moves up and the other end D moves down. During 
the other hcJf of the revolution the end A goes down, 
the current reverses its direction and enters the loop 
at X and goes out to the external circuit at y. Now, 
while the motion of one conductor ending in A is up 
and that of D is down, the directions of the induced 
E. M. F.’s in the two sides would be opposite to each 
other. But as they form the opjjosite sides of the loop, 
the pressure will be cumulative, i. e., inste;id of neutra¬ 
lizing each other, the two pressures will be added to 
each other. 

When the loop reaches a position such that conduc¬ 
tor A begins to move downwards, the direction of the 
induced E. M. F., and consequently of the current, is 
changed in both the conductors of the loop. Thus in 
each complete revolution the current changes its direc¬ 
tion twice. The brushes x and y always being in 
contact with the ends, A and D alternately send out 
currents of opposite sign. The strength of the current 
however varies throughout the Cycle. 

58. Direct-Current Generators— If instead 
of connecting the terminals A and D to two separate slip 
rings, the connection is made to a single ring which is 
■divided, the segments being insulated from each other, ami 
the loop is revolved in a magnetic field, we get a unidirec¬ 
tional current in the external circuit. The brushes are 
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SO placed that 
at the instant 
the induced 
E.M.F. in the 
loop changes 
in direction, 
the brushes 
will slide a- 
cross from one 



segment to the Diagram of lleversiiig Action of Commutator- 
Other. The Fig. 4.04. 

current following the E. M. F., while reversed in the 
loop, will flow in the same direction in the external 
circuit, as the brushes pass from one segment to 
the other. Further, when the loop is in the neutral 
jjosition it is generating no electromotive force. As 
before, the magnitude of the current and electromotive 
force varies with the position of the loop. 


If a number of loops is symmetrically placed and 
connected in series allround the armature core, the E.M.F. 
of the system is the sum of the instantaneous E. M. F.’s 
induced in the individual loops, and the potential 
difference between the brashes x and y is approximately 
constant, and so is the current. Hence, it should be 
noted that in order to get a continuous current we must 
replace the two-part commutator by a larger number of 
segments connected with a larger number of coils, which 
are so arranged that one set comes into action while the 
other is going out of action. 
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If the number of coils used is very large, the current 
curves will overlap completely, and the row of summits 
will foim practically a straight line, or the whole 
current will be practically constant (Figs. 4.05 imd 4.051). 
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It will be noticed that the 
E. M. F. and current generated 
in the armature coils are essenti¬ 
ally of an alternating nature. It is 
only by the device of commuta¬ 
tion that the}- are made unidirec¬ 
tional or direct with reference 
to the external circuit. 

The best method of commuta¬ 
tion requires the use of auxiliary 
poles, which arc commonly 
known as COMMUTATING POLES 
or INTERPOLES ; being small 
au.xiliary poles put in addition to 
the main jjoles. The commu¬ 
tating poles are -always series 
w'ound. As they are in series 
with the armature, the strength 
of the poles will always be in 
proportion to the strength of 
the current in the armature, and 
thus gives correct comniutation. 


S4. A direct current is a unidirectional current. 
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A continuous current is a steady non-pulsating 
direct current. 

The field magnets of a dynamo may be : 

,(1) Permanent Magnets, (2) Electro-Magnets. 

The electromagnets again may he (a) SiiPARATEi.Y 
Excited, and (b) Self ExciTiax 

55. Magnetic Machines or M9gnetO"Dy>> 
namos- —bi these machines (Fig. 4"06) permanent 
magnets are used as field magnets. These are now 
gencrall}- used, in medical batteries. 





Magneto Machine. 

Fig. 4.06; 

Disadvantages:— 

(1) Greater weight for a given flux. 

(2) Liability to lose their magnetism owing to 
imperfect aging. 

(.1) Difficulty of alternating the useful flux. 

56i Separately Excited Dynamos- —In these 
{Fig. 4-07) the current which excites the field magnet 
coils is obtained from some other source. 
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. Field Frame 



Separately Excited DyoamO' 

Fig. 4.07. 

Use;— 

(1) Where close regulation of field strength is 
necessary. 

(2) For electrolytic and electroplating works. 

(3) Where it is essential that the polarity of a 
machine be not reversetl. 

N.B.—Alternating current generators are practically 
all separately excited. 

57. Self Excitation may be Secured in Three 
Ways. —(1) The entire current of the generator may 
be passed through the field magnet coils that 
are in series with the main circuit. 

(2) A portion of the current from the armature 
may be utilized to excite the field magnet coils 
consisting of many turns of wire of thinner 
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cross section and higher resistance, connected * 
as. a Shunt. 

(.i) The exciting current may he used from a 
second armature revolving in the same field, or 
from some of the coils of the armature that 
may be separately joined up for that purpose. 

58. The Series Generator. -Series-wound 
machines (Fig. 4-08) have the field coils in scries with 
the armature, and have onh' one circuit. The same 
current flows through each part of the circuit (Fig. 4.09). 
As the load changes, the voltage also changes; so that 
the current remains unchanged. The field magnets 
become demagnetized immediately the external circuit 
is broken. 
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. Disadvantages 

(1) It does not start action until a certain speed 
has been attained, or 
unless the resist¬ 
ance of the circuit 
IS below a certain 
limit. 


(2) It is liable 
to become reversed 



^rmutare 
y' d winding a 
JlMlQSyr-O - 

■WW\iAO/v 

B 


in polarity. Conntction of Series Generator and its Receiving circiii 

Fig. 4.09 


(3) Its power »is diminish^ by increasing tht 
resistance in series, and there is the risk of getting toe 
great a current when the resistance is diminished. 


59. Series Generator is used almost exclu> 
sively for supplying constant current to series'ant 
arc lamp systems, where the advantage lies in saving 
of conductor, and for long distance direct current 
power transmission. The line can be made of much 
smaller wire than in the caise of constant pressure 
circpit, for as the load increases the power or energ)’ trans¬ 
mitted is increased by raising the potential, the current 
remaining unaltered. The size of the wire is determined by 
the strength' of the current; hence a current large enough 
to supply one lamp of a constant pressure circuit can 
supply all the powers of a constant current circuit. The 
generator is provided with a regulator which maintains 
the current constant when the load changes. 
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The resistance in the external circuit of a dynamo 
seldom remains constant. In a series dynamo if the 
lamps or load, in the external circuit, are joined up in 
series, any addition to the number will increase the 
external resistance and the current w’ill be reduced; .thus 
the field will decre.ise and so the current, is further 
decre.isad. If the lamps are joined in parallel, 'any 
addition to the number in the external circuit decreases 
the total resistance and increases the current, and thus 
the field is further strengthened and the current is still 
further increased. Hence in the series dynamo consider¬ 
able diS^culties arise when there is variation of resistance 
in the external circuit. 

Further, tl variation of the current does not 
produce proportional variation in the magnetic field, and 
..in order to attain sparkless commutation at the brushes, 
the angle of lead must be altered for every change in 
the current. 

A series dynamo can be used most conveniently 
when a constant current strength is required, for if the 
resistance of the circuit remains constant the current 
also remains constant, provided the dynamo be driven at 
a regular speed. If the resitsance vary, the current can 
still be kept constant by providing an arrangement to 
automatically vary the strength of the field in which the 
armature rotates, e. g., by shunting the field magnet 

coils by a resistance. 

• 

60. A Series Generator cannot be used for 
chardind a secondary battery. For if by any cause, 
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such as engine troubles, the voltage of the machine becomes 
lower than the voltage of the battery, a current from the 
batter}' will at once flow to the dynamo. The excitation of 
the dynamo will thus be reduced, and the voltage of the 
d}'namo will fall further, and ultimately the current in the 
dynamo will be reversed. Consequent!}' the original magne¬ 
tization will be reduced to zero, and finally built up in the 
opposite direction. The dynamo will however be driven 
by the prime mover in the original direction, and will 
now generate current in the same way as the batter}-, 
resulting in what is like a heavy short circuit across the 
battery. Thus either the batter}- or the d}’namo will 
be heavily damaged unless prevented by proper automa¬ 
tic cut-outs and fuses. 

Gl. The Shunt Generator —In shunt machines 
(Fig. 4.10) the field coils' consisting of many turns of thin 
wire form a shunt across the armature terminals. Thus 



Shunt-wound Dynamo 

Fig. 4.10. 
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the field winding and the external receiving circuit are in 
pandlel with each other between the brushes, so.that if 
the external circuit is broken, there is an alternative 
path left for the current through the field magnet coils. 
The current supplied to the field is equal to the 
terminal E. M. * F. of the machine divided by the 
resistance of the field circuit. If the terminal voltage 
is constant the magnetic flux is constant. This will, 
therefore, give a substantially constant voltage and is 
less liable to reverse the polarity than series machines. 
An adjustable resistance (rheostat) is usually connected 


60 



in the field circuit for controlling the exciting current, 
and thereby controlling the voltage of ‘the machine. 
The arrangement is shown in Fig. 4.11. No harm 
would result if a shunt machine were short circuited 
and then put in motion. The field .would .fail to 
build up, and all the current that would flow would be 
that 'due to the small voltage generated by the residual 
magnetism. But if a big machine ii\ operation is short 
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circuited, the magnetism would not die down instantly 
when short circuit is established, and so, if the condition 
last only for a few seconds it may be seriously damaged. 
Use:— 

(I) Where the load is practically constant. 

• (2) Where the load changes slowly and frequentl}-. 

(J) Where the load consists exclu.siveb' of motors 
which do not require close voltage regulation. 

(4) Where an attendant is emplo}'ed to manipulate 
the field rheostat and maintain constant voltage. 

(5) Where the voltage is controlled by a Terrill 
Regulator or other automatic device. 

The shunt dynamo is specially suitable for ordinaiy 
factor)', power and lighting purposes, and for electroplat¬ 
ing where large currents at low pressure are essential, 
and It is the only type for charging accumulators. 

62. A Shunt Dynamo is always used for char- 
iUn j a secondary battery. —For if by any cause the 
voltage of the machine becomes lower than the voltage of 
the battery, a current from the batter)' will pass to the 
dynamo, but a part of this current will pass through the 
field circuit which will be further excited, causing an 
increase in the voltage of the machine within a certain 
limit. Thus the dynamo voltage will run'higher than the 
voltagd of the battery which will therefore be charged. 

68. The Compound Generator.— In this d com- 
Imiation of the shunt and the series windings are used 
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(Fig. 4.12), and in general the series turns help the shunt 
turns. Its voltage will somewhat increase with the load. 
The voltage will depend upon the degree of excitation of 
the magnetic circuit when the .shunt is acting alone on 
open circuit. The dynamo will keep a practically 
steady voltage at all loads, and if any slight adjustment 
is necessary, it is performed by means of the shunf 
field regulator. 

A Compound Dynamo containing both shunt and 
series field coils cannot be used in charging a battery. 
If it is to be used for charging a battery, the series coil 
in the field should be cut off, so that the dynamo, for 
the time being works as a Shunt Dynamo. 


fielttrhost&t 



Compound-wound Dynamo. 

Fig 4-12 
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64- In Long Shunt Compound Dynamos the 

shunt coils are connected outside of the series coils 
(Fig. 4-] 3). 


shunt field 
winding 



mof/t 


to 5CW5 
rii 


jO fkld winding 
&rma.ture 

tna.fn 

lon^ Shunt. 


Long Shunt Compound Dynamo 

. Fig 4-13 

56. In Short Shunt Compound Dynamos the 

shunt coils are connected inside of the series coils (Fig. 
4'14). Generators are more commonly connected in this 
way, for it tends to maintain the shunt field current more 
nearly constant on variable loads, as the drop in the series 
winding does not directly affect the voltage on the 
shunt field with this arrangement. 

Use:— 

(1) Where the terminal voltage is to increase 
with the load. 

(2) Where an approximate compensation is to 
be automatically made for the internal drop Of the 
generator. 
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(3) Where the 
ilrop in a long trans¬ 
mission line or a long 
feeder is to be automa¬ 
tically compensated 
for. 

The compound 
dynamo is thus special¬ 
ly suitable for traction 
and power circuits, 
where the load often 
suddenly varies within 
wide limits. The field 
current is more nearly 
constant on variable 
doads, as the drop in 
the series winding does 
not directly affect the 
voltage on the shunt 
field with this arrange¬ 
ment. 



z 

D 

I 

I/} 


a: 

o 

X 

(0 


Short Shunt Compound Dymamo and its Receiving Circuit. 

Fig 4'14 

8G. A Flat Compound Generator has its series 
coils so proportioned that the voltage remains practically 
constant at all loads within its range. 

67. An Over Compound Generator has its 
series "windings so proportioned that the full load voltage 
is generally 5 to 10 percent greater than its no load 
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voltage. It is used when it is desirable to maintain a 
practically constant voltage at a point at some distance 
from the generator. 

68 The Fundamental Equation of the 
Direct-Current Dynamo — 

Let ^=m.ignetic flux passing through the armature 
from one pole to the other, 
number of pairs of field poles, 

N= number of conductors on the outside of the 
armature, 

Q=number of electrical paths in parallel between 
• the brushes, 

E=electromotive force induced in the armature, 
speed of armature in revolutions per second. 

Then, in —th of a second a conductor cuts 

Zpn 

lines of force. 

Therefore the average rate of cutting of lines of force 



2pn 


which is the average E. M. F. in the given conductor while 
it is moving from one brush to the other. There are N/y 
conductors in series in each path between the brushes. 

N 

Therefore, - ^ x 2<i>pn is the E. M. F. between the 

brushes in each coductor; 

i.e. E =2p<l> N«/Q C. G. S. units, 

=2^<^N»/Q X 10~* volts. 
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This equation gives the E. M. F. induced in the 
windings between the brushes, when the brushes are at 
the neutral points in anj- kind of windings except the 
open coil windings. 

Example 1. A four-pole machine with a four-circuit 
armature winding, has the flux of 200000 lines of force 
per pole, the total number of inductions in the armature 
is 600, and the speed of the machine is 1200 r. p. m. 
Determine the voltage generated. 

Solution :— 

^ 2#(^wN 

"" QxlOs 

Substituting, 

4x200000x 1200x600 
4 X lO'' X 60 

^ 69. The Essential Parts of C.C. Generators.— 

I. The Frame :—This is the supporting structure 
including the base and the supports for the betirings in 
which the armature shaft rests, as well ;is the yoke. 

II. The Field Magnets, which produce the field ■ 
in which the conductors move, consist of three parts:— 
(1) the field core, magnet core, or pole terminating to (2) 
a pole shoe, and (3) the field windings—conductors 
which carry the currents to excite the field magnets. 
These are not necessary' in magneto- generators. 

III. The Yoke —from which the poles project 
radially inwards and which joins the two poles. 

IV. The Armature which consists of:— 

(1) The armature windings, a connected system of 


240 volts., 
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conductors, which cut the magnetic lines of force and 
thereby generate the E., M. F. 

(2) The armature core, which supports the arma¬ 
ture conductors, causes them to rotate, and provides 
a path of low reluctance through the armature for the 
flux from the north poles to the south poles of the field 
magnets (See Fig. 4.15). 

V. The Commutator (or the slip rings or collector 
rings in alternate current machines), which are rotating 
conductors connected to the armature windings on which 
the brushes rest to conduct the current to or from the 
external circuit (Fig. 4.15). 

VI. The Brushes which connect the external 
circuit and the armature conductors through the com¬ 
mutator. 

VII. The Brush-holder and the Rocker 
which hold the brushes and provide the means to shift 
the position of the brushes. 



DIRECT CURRENT GENERATORS 


125 


VIII. The Armature Spider :—In big generators 
this is provided in order to connect the armature core, 
to the shaft. 

I.\.' The Shaft andthe Bearings which permit 
of the necessary rotation of the armature. 

X. The Coupling —the mechanical connection 
between the shaft of the generator and that of the prime 
mover when the\- are coupled together. 

Note. —The armature cores are of two types:— 

(1) ' King cores were used in early dynamos. The.se- 
were iron rings through which the conductors were 
threailed. This is seldom used in modern machines 
owing to its electrical and mechanical differences. 

(2) The drum core consists of an iron cylinder, and 
the armature coniluctors are placed upon its surface. 

70. F unction of a Commutator .—The movement 
of the armature coils past the magnet poles generates 
alternating currents. In idl continuous current machines 
the commutator commutates these into one direction. 
Imperfect commutation at once makes itself shown by 
the sparks which appear between the commutator and 
the brushes, and this sparking is intimately connected 
with the various reactions of the armature. Sparks 
caused by imperfect commutation are obserl’ed just 
under the tips of the brushes. 

All the conductors in the armature have their cur¬ 
rents reversed and re;reversed at every revolution. In 
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bipolar machines the reversal cocurs twice in each revo¬ 
lution. Reversal occurs at the moment when the con¬ 
ductor, or the section of which it forms a part, passes 
the brush or undergoes commutation. The production 
dr non-production of sparks depends on the conditions 
under which the reversal of current takes place, and is 
a consequence of the property of self-induction—the 
property, in virtue of which (owing to the current in a 
conductor setting up a magnetic field of its owai in 
the surrounding space) it is impossible instantaneously 
to start, stop, or reverse a current. 

71. Commutatioa.— Fig. 4-16, shows part of a 



machine with a ring winding 
having two turns per coil and 
with the current in the coil M 
undergoing commutation. The 
brush B being of copper, the 



resistance of the contact be¬ 
tween the brush and the com¬ 
mutator is negligible. 

As the armature moves, 
and the brush changes from 
one segment to the next seg¬ 



ment, the current in the coil 
M is automatically reversed. 
During this change, for a short 
period while the brush ,is in 
cpntact with both the segments, 


Fig 4.16 the coil-M is short-circuited. 
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But no e. m. f. is generated in the coil since it is not 
cutting lines of force, so that no current passes through 
the short circuit. 


The ideal arrangement is 'attained if the brushes 
be shifted just so far beyond the point of maximum 
electromotive force, that while the sections pass under 
the brush anil are short-circuited, they should actually 
have a small reverse electromotive force induced in 
them ; and this action should last just so long in each 
successive section as to stop the current that was 
circulating, start a current in an opposite direction, 
and let it grow exactly equal in strength to that which 
is circulating in the other half of the armature, while 
it is then ready to join. .\t this set of conditions there 
should be no sparks. 



tA 



In diagram A, Fig. 4.16, 
the currents enter the brush 
through the commutator lead a. 

' • In diagram B, the brush 

0 , makes contact with two seg¬ 
ments, and the currrnt flowing 
to the brush through the coils 
under the S pole no longer re¬ 
quires to flow round coil M, 
because it has an easier path 
through the lead b. The current 
in coil M therefore dies down to 
zero because, being in the 
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neutral position, the coil M is not cutting lines of force, 
so that no e.m.f. is generated in it to maintain the current. 

When in position C, the coil is said to be in the 
neutral position. 

In diagram D, Fig. 4’17, segment 1 of the commu¬ 
tator is about to break contact with the brush, and the 
coil M carrying no current is about to be thrown in series 
with the coils under the N pole. At the instant the 
contact is broken, as shown in diagram E, the current in 
M tries to increase suddenly from zero to a value I. But 
this change of current is opposed by the self-induction of 
the coil M, so that the current prefers to pass to the 
brush across the air space between the segment of the 
commutator just broken contact with the brush, and the 
edge of the brush. 

If the current in the coil M is reduced to zero, and 
then, by some means or other, raised to a value I in the 
opposite direction during the time the coil is short-cir¬ 
cuited by the brush, so that when contact is broken from 
the last segment, there is no sudden change of current 
in the coil, then the commutation becomes sparkless. 

If the brushes are shifted forward in the direction of 
motion, while the coil M is short-circuited, it is in a mag¬ 
netic field, and an e. m. f. is generated in it which will 
produce the required growth of current. This magnetic 
field is called the reversing field. At this position of the 
brushes the commutation is sparkless. 
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For sparkless' commutation, the strength of the 
reversing field must be increased as the current taken 
from the generator is increased; so that the brushes must 
be moved nearer to the pole tips and further from the 
no-load position. Thus, the brush position is changed 
with the change of load. 

Interpoles are supplied in the interpole machines 
with series field coils, to increase the strength of the 
reversing field, as the current drawn from the armature 
is increased. 

The object in using the commutating poles is to 
produce within the armature coil under commutation, 
an e. m. f. of the proper value and sign, to reverse the 
current in the coil while it is yet under the brush. 

72- Neutral and Commutating Planes* —The 

NEUTRAL PLANE (Figs. 4.18, 4.19) through an armature 
is a plane at which the e. m. f. induced in the inductors 
is zero. This is because at such a plane the inductors 
move parallel to the flux, and hence do not cut if. 
The NORMAL NEUTRAL PLANE (Fig. 4.20) is the plane 
which is the neutral one when there is no current in the 
armature inductors. This plane lies midway between the 
adjacent poles of opposite polarity. 

The COMMUTATING PLANE is that imaginary plane, 
passing longitudinally through the armature and brushes, 
at which commutation occurs. The commutating plane 
may nof coincide with the neutral plane, because it may 
be necessary to shift the brushes ahead, in the direction 

9 




Fig. 4-20 Fig. 4-21 

78- Armature Reaction. —The current circula¬ 
ting in the armature winding produces magnetising effects, 
which interfere with those of the exciting c^rrents of 
the field-magnets. The reactions of the running armature 
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manifest themselves in several ways, the more 
important of which are (a) a tendency to CROSS- 
MAGNETIZE the armature, (b) a tendency to spark 
at the brushes (hence, the necessity of shifting 
brushes through a certain angle to such a point 
that sparking disappears), (c) a consequent tendency for 
the armature current to DlCMAGNETlZE, (d) variations of 
sparking, and consequently of the neutral points when 
the amount of current drawn from the machine is 
altered, (e) heating of armature cores and coils, (f) heat¬ 
ing of the pole pieces of the field magnets, (g) a 
consequent discrepancy between the quantity of 
mechanical horse-power imparted to the shaft, and the 
electric horse-power furnished in the electric circuit. 
The nature of these reactions demands careful attention. 

74. The Cross Magnefising Effect— When 
the field coils are excited but no current is flowing in the 
armature winding, the distribution of the magnetic flux 
in a two-pole machine is as shown in Fig. 4.18. The 
direction of flux will be straight across from pole to pole, 
When the armature is carrying current, the brushes 
being in the neutral position and the field coils not 
excited, the distribution of magnetic flux is as shown 
in Fig. 4.19. The current passing downward in 
the conductors under the S. pole of the machine, 
and up in those which are under the N. pole, causes 
the armature to become an electromagnet with lines of 
force, which pass through the armature in a direction 
determined by the cork-screw law, and which return 
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across the pole faces to complete the circuit. When a 
generator is in operation, there are two fields which 
tend to react on its armature. One due to the field 
current, is as shown in Fig. 4.18 ; and the other, due to 
current in the armature inductors, has a direction almost 
at right angles to the first as shown in Fig. 4.19. In 
an operating generator, the effect of these two fields 
are simultaneous and superimposed. They combine to 
produce a distorted field as shown in Fig. 4'20. The 
flu.x across the air-gap, in the pole pieces and armature 
core, is now no longer uniform, but becomes dense towards 
the toes of the pole shoes in the direction of rotation. 
Furthermore, the neutral plane is no longer coincident 
with the normal neutral plane, but is shiftetl through 
some angle as A, Fig. 4‘20, in the direction of 
rotation. The field-coil-current field is usually much 
stronger than the armature-current as shown graphically 
in Fig 4'21. 

With no current in the armature circuit, the neutral 
plane coincides with the normal neutral plane as in Fig. 
4‘18. But with the current in the armature inductors, the 
neutral plane will shift in the direction of rotation as 
in Fig. 4‘20. The greater the armature current, the greater 
will be the, effect of armature magnetization, and the 
greater will be the shifting of the neutral plane, i. e.j 
the greater the load on a generator the greater is the 
armature reaction. 

75. Demagnetising Effect —When the brushes 
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are shifted from the no-load neutral in the direction of 
motion so as to improve commutation, the distribution 
of magnetic flux, when the armature is carrying current 
and the field coils are not excited, will then be changed 
as follows:— The armature field is no longer at right 
angles to that produced by the field magnets, but acts as 
the resultant of the two magnetic fields, as shown in the 
figure ; one of which oy is called the CROSS-MAGNETIZ¬ 
ING COMPONENT, and the other ox is called the dema- 
GNETIZNG COMPONENT, because it is directly 'opposed 
to the field produced b)' the field magnets. Figs. 4'21, 
4'211 show these two components clearly. 

76. Effect of Armature Reaction on 
Commutation- —When there are no interpoles in the 
machines, then in order to make the commutation take 
place in a reversing magnetic field under pole-tips a andc 
(Fig .4'15), the brushes are shifted forward m the direct¬ 
ion of motion. But Fig. 4T5 C, shows that the effect of 
armature reaction is to weaken the magnetic field under 
these pole-tips, and so impair the commutation. This 
effect is minimized by making the air-gap clearance 
as large as possible, so that there is a large reluctance 
in the path of the cross field. The reluctance of the 
main magnetic path is also increased as the air gap 
increases. It is then necessary to increase the number of 
exciting ampere-turns on the poles, in order to produce 
the required main flux. Such machines are said to have 
a stiff tmignetic field, for it is not exactly affected by 
armature reaction.*-— 
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77. Limitation of Output of a Dynamo as a 
Generator or as a Motor. —The output of a dynamo 
is limited by three considerations: (1) heating and consequ¬ 
ent destruction of insulating materials used in the machine, 
(2) excessive sparking at the brushes, hence the rapid 
wear, unsatisfactoiy running, and excessive heating of the 
commutator, (3) excessive drop of voltage in a dynamo, 
or of speed in a motor, at excessive load. 

78. Characteristic Curves of a dynamo give us 
the best means of studj ing the operation of the machine. 
It shows at aglance the relation existing between the current 
generated or supplied b}’ a machine, and the \ oltage 
under which it operates. The curves are plotted with the 
current strengths as abscissae and voltages as ordinates. 

79- The Internal Characteristic, of a dynamo 
is the curve which shows the variation of the induced 
E. M. F. with the field ampere-turns. 

The Total Characteristic represents graphical!)- the 
relation between the generated E. M. F. of the machine 
and the armature current. 

The TOTAL CHAKACTI'.RISTIC is obtained from the 
external characteristic by adding the value of the IR 
drop to the terminal E. M. F., and adding the field 
current to the external current, if this last is available, 
as in a shunt dynamo. 

80. The External Characteristic of a dynamo 
is the curve which shows relations between the electro¬ 
motive force at the armature terminals, and the’current 
output of the machine when the latter is varied. 
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81. Experimental Determination —Run the 

machine on open circuit at normal speed, anil separately 
excite the field coils. A set of readings of the exciting 
current is obtained by placing a regulating resistance 
in senes with the field coil. The corresponding values 
of the induced E. M. F. are read in a voltmeter connected 
across the armature terminals. 

The values of the E. M. F., s are marked off idong 
the ordinate, and the corresponding values of the field 
amperes, along the abscissa. (Sec Figs. 4-22—4-24.) 


82. The External Characteristic of a Series 
Dynamo. —Run the machine at a constant speed, vary 
the current by means of an adjustable resistimce in the 
external circuit, and observe the corresponding values of 
the current outiuit and terminal voltage. Plot voltage 


against current. A curve 
is obtained, which is call¬ 
ed the External Charac¬ 
teristic. 

Determine the values 
of I (R.,4-R-), and plot 
the straight line OD. OD 
shows the variation of 
pressure drop (total RI 
drop) with the load. 

Add the corresponding 
ordinates of OC and OD, 


such as 0 A B C (fig. 4.22) 



ExTEHmi. CvftKtHT 


The characlcrist»c curves of a Series 
Generator. 


and get another curve OE. Fig 4'22 
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OE shows the variation of the total induced E. M. F. in 
the armature with the external current. 

The curve OFE is called the Total Characteristic. 
The total characteristic curve is plotted between total 
armature current and generated E. M. F. If there were 
no demagnetizing action of the armature ampere-turns, 
the curve OE vtould have been identical with its 
MAGNET121NO CUKVE. As the |)arts of the magnetic 
circuit, with increase of load, appro,ich saturation, the 
reactions of the armature and IK drops become of 
relatively greater importance. The result is, that the 
curve flattens out and finally bends downwards. 

Observe.—(1) When the current is increased 
beyond a certain limit, the P. D. drops owing to (i) 
the drop of pressure in the armature and series coil, (ii) 
the demagnetising effect of the armature ampere-turns. 

(2) The field current is the same as the main current. 
Hence the voltage rises in value with the increase in 
the current; but the rise is proportional to begin with, 
and less rapid afterwards. 

(3) While the total characteristic rises more and more 
slowly, the external characteristic rises to a maximum 
at the point B and then falls. The dynamos must be 
worked beyond the point B to obtain satisfactory 
stability of the voltage. 

8S. Determination of the External Charac" 
teristic at a speed n' when that at a known 
speed n is given-- 

In a series generator the voltage is proportional 
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to the speed for a given value of the output current. 
The external characteristic curve corresponding to the 
speed n' (final speed) may be derived from the external 
characteristic curve corresponding to the speed n (the 
initial speed) as follow.s :—Add IR to each ordinate of 
a given characteristic, thus finding the total characteristic 
for the same speed n. Then multiply the ordinate of this 
characteristic curve by n'/n thus finding the total 
characteristic curve for the speed n'. Subtract IR from 
each ordinate of this curve, thus obtaining the external 
characteristic curve for the speed n'. 

8i The Characteristics of a Shunt Dynamo-— 

Run the machine at normal spee 1, and read the terminal 
voltage and the current output. 



The Characteristic Curves of a Shunt Generator. 

Fig. 4.23 

The resistance of the field winding is kept constant, 
and when the external circuit is closed and armature 
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current is increased from the no-load value, the P. D. 
on the armature terminals gradually decreases as shown 
in Fig. 4-23, owing to (1) the drop in pressure due 
to IRj, (2) the demganetizing effect of the armature 
current, (3) the lowering of voltage at the armature 
terminals decreasing the strength of the current in the 
field coils, i. e., the exciting current. The flux 
being thus reduced causes further reduction of the 
terminal P. D. 

Observe.- —(1) The E. M. F. across the armature 
terminals is a maximum on open circuit. 

(2) The effect of the increase of the demagnetising 
ampere-turns of the armature, and the pressure drop 
owing to armature resistance, is that the voltage continu¬ 
ously decreases as the load is increased up to the point 
P where the maximum current is reached, l)e}’ond 
which it is impossible to go. Here the flux set up by 
the demagnetising ampere-turns, and that set up by the 
field magnets, are equal, and so the voltage decreases 
to zero. The curve P D bends back and cuts the 
abscissa at D a little to the right of the origin, for the 
voltage, generated in the armature, due to the residual 
magnetism of the field magnets. Owing to thermal 
considerations, the full load current is often made half of 
this maximum value. 

AK shows the change in E. M. F. between no load 
and full load, and is known as the regulation or 
LOAD curve. 
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■ (3) There are two values of the terminal E. M. F. 
for every value of the current, excepting the maximum, 
and the resistance of the external circuit determines 
the value that is obtained. 

_ Terminal PI) _ V 
~ E.xternal Current. ~ 1 — > 

and is given by the slope of CK, where K is any point 
determineilby V and 1. The greater part of the curve 
FD is a straight line, which shows that slight changes 
in the extenuJ resistance will make great chinges 
in pressure and current. F D tlefines the CRITICAL 
RESISTANC.E of tlivexternal circuit. In this part the 
magnetic flux of the lield magnet is unstable, and the 
machine fails to e.xcite. 


85. The Characteristics of a Compound 


Dynamo- —This is 
the resultant of the 
shunt and series 
Characteristics. The 
increase of load 
diminishes the volt¬ 
age of a shunt 
dynamo, but increa¬ 
ses the voltage of 
a series-wound 
one, except with a 
very large current. 



Hence,‘the terminal ^*1® Ch»racterietic Qmes of a Compound Genera. 

voltage at full load"21“' 
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may be made the same as that at no load. The 
external characteristic is shown in Fig. 4.24. 

At the point, B, the generator is flat-compounded, 
i. e. it has the same P. D. as at no load. This point 
can be made to occur at any one load. If this point is 
at about 2/3 full load, the fluctuations in the P. D. are 
made small over the range of full loail. It is sometimes 
desirable to make the P. D. rise when the load increases. 
This is secured by increasing the number of series tuma 
The generator is then over-compounded, imd has an 
external characteristic, such as AP. 


EFFICIENCY. 


86. Efficiency of Direct Current Machines. - 
The efficiency of a machine = > 


Output 


Output + Losses 

The losses are: 

(1) Stray loss. (2) Copper loss. 


r 


f Windage. 


j (a). Mechanical losses -{ Bearing F'raction. 
(1) Stray I Brush Friction. 

r Hysteresis loss. 


loss 


(b). Iron losses | Hddy current loss. 


(2) Copper loss . I®R losses. 

The resistance R to be used, is the resistance of the 
winding at the steady running temperature of the 
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jiiuchine, which is the maximum temperature reached 
after running for 6'hours or more if necessary. It is also 
called the hot resistance. 

Example?. If a 100 KW, '220 volt generator 
requires an armature current of 25 amperes when run as 
a motor at no-load and normal speed and voltage, 
find the straj' loss, the resistance of the armature circuit 
being .008 ohms. 

Solution;— 

The armature input at no-load=220 x 25 watts 

= 5500, 

= stray loss-fl^Ro, 

=stray loos -t- (25® x .008) = 5 watts. 

.-. stray loss=5500 —5 = 5495 watts. 

S7. The Electrical Efficiency is also called 
the Economic Coefficient. 

The Mechanical Efficiency is called the 
Coefficient of Conversion, or Efficiency of 
Conversion. 

The efficiency, which is defined as the output of 
power divided by the intake of power, is called the true 
efficiency, or the Commercial Efficiency. ' 

The commercial efficiency o{ a generator is the 
product of the conversion and economic co-efficients, or 
the product of the electrical and the mechapical 
efficiency, for both generators and motors. 

The commercial efficiency, or simpl)', the efficiency 

ofagenerator=-g-gJ^, 
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where V=the terminal P. D. of the generator in volts, 
I = the current in amperes in the external circuit, 
B. H. P. =the horse (power actually supplied to the 
generator. 

The Plant Efficiency: This includes all the 

sources of loss, and is equal to the ratio 

The useful work done in a gi\'en time 

The energy supplied to the jirime nio\'er for the same time 

The Combined Efficiency of a generator 

_ Output of the generator in watts. 

Indicated H. P. steam Engine x 746 ’ 

= Commercial Efficiency of Generator x Mechanical 

Efficiency of Steam Engine. 

The Commercial Efficiency or simply, the Efficiency 

, ^ B.H.P.X746 

of a motor =-— - , 

where V=the supply P. D. in volts, 

I = the total amperes supplied, 

B. H. P.=the useful horse power of the motor. 

The Electrical Efficiency of a generator 
VI 

~ Vl4-I*R’ 

[Compare the Electrical Efficiency of a motor 

_VI-PR 

- ^vi 

S8. Efficiency of Different types of Dynanios> 

Let E=the E.M.F. of the machine, 

V=the potential difference at the terfninals 
or the terminal P. D., 
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' R^=the resistance of the armature winding, 
K, =the resistance of the series field magnet 
winding, 

K.,, = the resistance of the shunt magnet winding, 
K = the resistance of the electrical circuit, 

I = the current flowing through the line, 

\V = Stray loss. 

To determine the efficiencies, we consider the case 
of each machine separately as follows; 

89. (1) MagnetO"Dynamo-— Here the circuit is 
a simple scries circuit, and the only loss is in the 
armature conductor and brush contacts, etc. 


The power lost in the armature=I®K,„ 


.-. Electrical Efficiency = 


VI 

VI + I^R. ’ 


V 


E ’ 


( 1 ) 


Now, the total mechanical loss W takes into consi¬ 
deration the losses due to, M the mechanical friction 
loss, Pj, the hysteresis loss, P^. the eddy-current loss. 

••C- T 

Mechanical Efficiency =_—-_ 

VI + I2R„+W • 


90' ( 2 ) Series Dynamo-— 

Electrical Efficiency_ 

^ VI + ia(R,+ RJ- 


Mechanical 


Efficiency= 


El 

VI-1-I2(R. + RJ + W' 
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Commercial Efficienci’ 

VI , El 

“ .VI + P (R„ + Kj ^ \'I + P (R, + R.) + W- 

V I 

“ VI + I*®(R„ + RJ + W’ 
for EI=VI + P(R„+R,). 

Example 3. A series generator delivers 25 amperes 
at 220 volts between its terminals; 

R, = .1C, 

R,=.04. 

Stray power loss at given spee'd and voltage = 600 watts. 
Determine the efficiency of the generator 

Solution:— 

(a) Power output = 25 x 220 = 5500 watts. 

(b) Series field loss = 25 x 25 x .04 = 25 watts. 

(c) Armature loss=25 x 25 x .16 = 100 watts. 

5560 

(d) Efficienc) = 5500 + 25 4-100 4 -600 

Note that if onl>' efficiency is to be determined it 
is the commercial efficiency which is to be found. 

91 (3) Shunt Dynamo — 

V 

(a) Current in the shunt coil=— 5 —amperes. 


_X1 

Rsii 


volts. 


Wa ste in the shunt coil = 
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(b) The current in the armature = 1 + . 

Waste in the armature = ^I + -j^^“K,, uatts. 

. ■''I 

Electrical Efficiency = ^-. 

Mechanical Efficiency= 

El_ 

/ V \ , 

Example 4. A shunt generator delivers 25 amperes 
of current at 220 volts between its terminals. 

R,i, = S0 ohms (hot) including the portion of the 
held rheostat which must be in circuit to bring the 
voltage between the terminals of the machine to the 
specihed -value. 

Rj=0.28 ohm (hot) 

Stray power loss at given speed and voltage = 600 
watts. 

Determine the efficiency of the generator. 

Solution :— 

(a) Power output=220 x 25 = 5500 watts. 

220 X 220 

(b) Field loss=--=605 watts. 

(c) 'Armatureloss=^25-fx .28=216 watts. 


10 
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(J) Efficiency- 55 Q 0 + 6 O 5 + 2 I 6 + 6 OO 

92. Long Shunt Compound Dynamo- —The 

Copper loss occurs in three parts of the machine. 

The output = VI. 

V 

K,„ ’ 
R.,. ■ 

(b) The current in the series field circuit is 
V 


(a) The current in the shunt circuit = - 
.-.the loss in the shunt coil = - 


I + -, 


R.>, ’ 


loss in the series field circuit = (■-a -R.. 


(c) The current in the armature=I + 


R.„ 


loss in the armature= (-a -R.,. 
Electrical Efficiency=-- . 

Mechanical Efficiency 

__El_ 

V2 / -Vv* 

i Example 6- A long shunt compound generator 
alelivers 25 amperes of current at 220 volts between 
its terminals. 



DIRECT CURRENT GENERATORS 


147 


R.,,=90 ohms (hot), 

R, =0.04 ohm (hot), 

R„ =0.14 ohm (hot). 

Stray power loss at given speed and voltage = 600 watts. 
Calculate the efficiency of the generator. 

Solution:— 

(a) Power output = 220 x 25 = 5500 watts. 

,(b) Shunt, field loss = = 5 J8 watts. 

(c) Series field loss = (25 + x .04 

(d) Armature loss = (25 + ® x .14 

,(e) Efficiency = .77' 

93. Short Shunt Compound Dynamo-— 

The output = VI, 

V being the P. D. at dynamo terminals. 

(a) Current in the series coil = I, 

.-. loss in the series coil=P R,. 

.(b) Current in the shunt coil=-^^-??;, 

R,i, 

( V+IR \2 

— W — 

<c) Current in armature coil=I+-^^iI5l , 


1 = 494 watts. 


.•! loss in the armature coil = 


0 + 


V+IR, 

Ra, 
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Electrical Efficiency = 
VI 


VI + I2R, + ( 


V+ IK, 

■ R:r 



V+IK, „ 


Mechanical Efficiency= 
El. 


VI + rME+ 


(V + IKJ'^ 






Example 5. Calculate the efficiency of a short 
shunt compound generator assuming the data as in the 
case of the long shunt generator of E.x. 4. 

Solution:— 

(a) Power output = 220 x 25 = 5500 watts. 

(b) Shunt field loss=( - - “- - '''gQ ) x 90. 

= 543 Watts. 

(c) Series field loss = 25 x 25 x .04 = 25 watts. 

,n A A 1 /ne 220 + 25 X-04 

(d) Armature loss = ^25 +-^ x 1.6, 

= 120 watts, 

. ^ • 5500 

(e) Efficiency- 5500 + 543+ 25+ 120+ 600 


94- Minimum and Maximum Efficiencies.— 

The efficiency of an electrical machine, whether generator 
or motor, is zero at no-load, and increases with the 
load; for the constant losses at smaller load ape large 
in comparison with the power output. 
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The Maximum efficiency is attained when 
the constant losses are equal to the variable losses. 
This is proveJ as follows : 

Let 

W = the constant losses, 

V = the terminal voltage, 

R = resistance of the armature scries field winding 
and brush contact, 

I = current output of a dynamo or current input of 
a motor. Consider the current flowing through 
the armature (since the shunt current is very 
small excepting in very small machines). 

In a dynamo: 

Power output = IV. 

Variable losses = PR. 

.•.Efficiency=_-^-4J___. 

Differentiating this with respect to I the current, and 
equating the expression to xero, we get the condition for 
maximum efficiency. Thus, 

dx_(IV + RP + W) V-IV (V + 2RI) 

dl ' (IV + RP + W)^ 

IV2 + RVP + WV-IV2-2 PRV 
(IV + RP + W)^^ 

WV-PRV V (W-PR) 

“ (IV+RP + W)2“ (IV + RP + W)*""®' 
W = PR, 

which is the condition required. 
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That is, the machine has its highest efficienc}- when 
the armature current is such as to make the variable 
losses just equal to the constant losses. 

95. The Voltage Regulation of a Genera^ 
tor.— When the speed of the armature, the resistance of 
the armature wimling and the resistance of the field circuit 
are constant, the voltage regulation is the ratio of the 
maximum deviation of the full load voltage from the no- 
load voltage to the full load voltage. 

Voltage regulations 

^ Full-load voltage 

and has reference to the changes in voltage that occur 

when the load on it changes, because of conditions 

within and brought about by the machine itself. 

Example 7. A generator has a no-load voltage 
of 230 and a full-load voltage of 225. Find the voltage 
regulation. 

Solution:— 

x; u D 1 230-225 1 

Voltage Regulatio ns—^— = - - ^5 , 

= 0 . 022 s 2.2 percent. 

Note (1) that a flat compound generator has practi¬ 
cally a perfect regulation, and a shunt generator has poor 
regulation; (2) that the word regulation is applied 
to changes of voltage inherent in the machine itself, 
while the word CONTROL is applied to changes of voltage 
due to deliberate adjustments by an attendant. . 

To obtain the regulation of a shunt, or separately 
EXCITED machine, we put full-Ioad upon the d)’namo. 
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and adjust the field until the voltage is the rated voltage 
of the machine. The speed is also adjusted to the 
rated value. The main switch is then opened so as 
to remdve all of the load from the machine. The speed 
will now increase, and it will be necessary to adjust it to 
normal again, or else make a correction for the changed 
speed. The voltage is again read. The rise in 
voltage divided by the full-load voltage is the per cent, 
regulation. 

In the case of a SERIES MACHINE the term regula¬ 
tion. as used above, has no particular vidue, and is not 
employed. 

The regulation of a COMPOUND-WOUND MACHINE 
is not of great importimce, and is rarely required. It is 
obtained by taking the characteristic curve, and obtaining 
a maximum deviation . of the curve from a straight 
line connecting the full-load voltage and the no-load 
voltage. 

When the armature speed, field resistance and_ 
armature resistance are constant, the COMPOUNDING OF 
A GENERATOR is the ratio of the increase in voltage, 
between no-load and full-load to the no-load voltage. 

The Percentage of Over Compounding 

_ Full-load E. M. F.—No-load E. M. F. 

” No-load E. M. F. 

E^amp'e 8. A machine gave 220 volts at no-load, 
and 260 volts at full-load at the same speed. Find the 
percentage of over compounding of the machjne. 
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Solution:— 


Percentage over compounding= 


260-220 


220 

= .181 or 18.2 percent. 


STARTING, STOPPING AND RUNNING 
GliNERATORS IN SERIES AND 
PARALLEL. 

96- Carefully note the following before 
starting a machine 

(a) Clean the machine thoroughly, speci.dly the 
commutator, brushes, etc. 

(b) Examine the machine to ascertain that no 
parts are loose or out of place, the brushes make 
good contact with the commutator at the proper 
point, the oil cups have sufficient oil an.l the oil 
rings etc. work freely, and the belt, if there is any, 
has the proper tension. 

(c) If for the first time, run the machine a few 
turns, or turn it very slowly with hand, to determine that 
the belt runs on the centre of the pullej', and the shaft 
revolves freely. Bring the machine up to speed with 
care, and watch that everything is all right. The 
attendant should be ready to throw the apjxtratus 
out of circuit, and stop the machine, if anything is 
wrong. 

97. To run generators'in series, the positive 
terminal of the one must be connected to the 
negative terminal of the next, and each must have a 
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•current capacity equal to the maximum current in the 
circuit, but the E. M. F. may differ. The voltages of 
the machines are added together causing an increased 
danger to persons and insulation. 



Series j)yiiemoH in Scries. 

Fig. 4.25 

Series Generators; —As a rule, scries generators 
are run in series (Fig. 4-25), and the current is kept con¬ 
stant by using a regulator or diverter as already mentioned. 
The regulators do not generally work well together, as 
they are apt to seesaw with each other. They are so 
connected as to work together, or one is used to give 
full E. M. F. and the other to control the current. 

Shunt ok Compound Gene.rators Shunt or 

compound gen¬ 
erators run well in 
series. Join the 
shunt field coils 
together to form 
one shunt across 
both machines 
(Fig. 4.26). 



(a) Sbnnt Ilynamoa in Series. 
Fig. 4.26 
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Or, connect each shunt field so that it is fed by the 
armature of the other machine (Fig, 4.27). 



(b) Shunt Dynninns in SiricB. 

Fig. 4.27 

Or, connect both the shunt coils so as to be fed by 
one armature. In the case of compound ilynamos a 
further precaution is to be tahen—a\l the series coils 
must be connected in series. with the main circuit 
(Fig. 4.28). 



98' Parallel Openation of Series Dynamos.- 

When two series dynamos M and N (Fig. 4.29) .are run 
in parallel, the current taken from the armature of M 
is sent round the field of N, and the current of N is 
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sent round the field of M. OtheriNise the current from 
one dynamo may reverse the polarity of the other. 
Anv variation of 
current in M cones- , 
pondingly alters the 1 
field, and the current 
of the other, and 
the two thus tend 
to • balance each 
other. Both the (a) Series Dynamos in Psrallel. 
machines are started Fig. 4.29 

before they are switchcil in the circuit. 

A second method which is not so good as the one 




(b) Series Oyoamos in Parallel. 

Fig. 4.30 

just described is as follows:—The terminal between the 
armature and field of M is connected with the correspond¬ 
ing terminal of N (Fig. 4.30) by a thick conductor which 
is called the equalizing main, and the reversal of the 
field is thus prevented. The switch S is closed first, 
M is started and its switch is closed, then N is started 
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and switch is closed. In this case the dynamos do not 
exercise much controlling effect on each other. 

Series dynamos are seldom run in parallel, and shunt 
and compound dynamos in series. 

In order to run direct current generators in parallel 
their voltages must be equal, but their currents may 
differ. 

99. (1) To Start a ShuntxWound Generator. 

Bring the machine up to speed, (a) Insert the entire 
field resistance in circuit, (b) When the armature has 
got good speed, cut out field resistance gradually until 
the voltage of the machine is normal or equal to that 
on the bus-bars, (c) Close the main or line switch 
and watch the ammeter and voltmeter, making further 
adjustment with the field rheostat if necessary. 

100. (2) To Shunt down a Shunt»Wound 
Generator. —(a) Reduce the load by throwing in 
resistance with the field rheostat, (b) Throw off the load 
by opening the circuit-breaker, if there is any, otherwise 
open the feeder switches and finally the main generator 
switches, (c) Shut dowm the driving machine. 

101. (3) Parallel Operation of Shunt Genera¬ 
tors _If a shunt generator has to be put in paniUel with 

other machines which are already running (a) bring it up 
to speed on open circuit, (b) adjust the field current until 
its E. M. F. is equal to the P. D. between the bus-bars, 
(c) then close the switch and connect the dynamo 
terminals to the main terminals or bus-bars of the 
same sign. 
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The voltage of one is apt to rise above that of 
another ami drive it as a motor. When it is running 
as a motor its direction of rotation will be the same iis- 
wlicii it was generating. Hence the attendant must watch 



Parallel Connection ol Sliiinl Dynamos. 

Fig 4..11 

the ammeters closely for an indication of this trouble. 
Shunt generators are now seldom installed, and are 
seldom operated in parallel, although they will work 
that way. Two or more generators having similar 
characteristics and after proper regulation will automati¬ 
cally divide the load as it varies. 

Suppose that two shunt generators Dj and Dg (Fig. 
4.31) equally loaded, are running in parallel. Now if 
the prime mover driving Dj slightly slows down in 
speed, the E. M. F. generated by it will decrease; Dg will 
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have to take a greater portion of the load, and thus a 
larger portion of the current will be shifted on to D^. 
The loss in the armature is decreased owing to the 
-smaller current now passing through the armature 
I®R>IfR. Where I>Ij, the armature reaction is 
also decreased, and the speed is thus slightly increased. 
Consequently, the E. M. F. and P. D. of the dynamo 
are increased. 

Again as Dg takes a larger portion of the current, 
the P.D. at the terminal is reduced. Thus the electrical 
interactions of the two machines exert an inherent 
tendency to equalize the speeds and loads of the 
two machines. 

Shunt Generators running in parallel do not divide 
the load very well between themselves, and do not 
operate well in parallel, because if the voltage of 
one machine rises high above the others it will run 
them as motors. 

102. (4) To Shut down a Shunt Generator 
|Workin^ in Parallel with others. —A shunt 
generator operating in parallel with other generators 
-^ould be disconnected from the load circuit by opening 
the lines, switch or circuit breakers, after reducing 
■either its speed or its field excitation, and increasing 
the field of the others, so as to keep the load distributed, 
and volts steady, until the current in the armature 
circuits is zero. 

lOS. (8) To Start a Compound GeaerafoR— 

(p) See that all field reastance is cut in. (b)' Slowly 
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bring the prime mover to speed, (c) When the machine 
has come up to normal speed, ctit out the field resistance 
until the voltage of the machine is normal, or equal to, 
or a tritle abov<' (hat on the hns-b.irs, (d) Throw on 
the load, 

ll ITISTOKI \ IN l'.\kAl.Ll'.L(Fig,d..12) with others, 
and if three separate switches are used, close THI-, 
KI.ULM.IZI'.K SAViTcfi LlKS'l', the Series coil line switch 
second, ami the' other line switch third. If a three-pole 
switch is used ail the three poles are, of course, closed at 
the same time, (e) Watch the voltmeter anti ammeter, 
and adjust the field rheostat so that the load is proper]}- 
diviiled between them as shown by their ammeters. A 
machine generating the higher voltage will take more 
than its share of the load, and if its voltage is too high, 
it will run the other as a motor. 

Parallel Operation of Compound Generators is 
effected if the machines are of the same make and 
voltage, or are designed with similar electriciJ charac¬ 
teristics. The only change usually required is the 
iddition of an equalizer connection between the machines. 

The effect ot- the e(,)ualizer is to divide 
the load properly between the several generators, and 
without equalizer connection the generators are in 
unstable equilibriutn. 

Ii* THERE IS NO EQUALIZER connection, and the 
speed of one generator is slightly greater than that of the 
other, its voltage increases, and it takes greater part 
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of the total load. If the total load is constant, 
the increased load on one generator causes a larger 
current to flow in its series field winding, and reduces 



Parallel connection oi Compound Dynamos. 


Fig 4-32 

■ the current flowing in the series field winding of the 
other generator. The equilibrium of the generators 
is thus disturbed, and as a result, one generator tends 
to take up the entire load and to operate the other 
as a motor. 


Ifthere is equ.alizer connection the increased 
speed in one increases its voltage and current output. But 
the increased current output instead of flowing through 
the series field winding of one generator, divides itself at 
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the brush, part flowing through the series field winding of 
each generator. Thus the voltage of each dynamo is 
equally increaseil, and the equilibrium is not disturbed. 
The e(|uilizer bars should be large, and must be of 
negligible resistance as compared with the series coils 
and fuses, and no other circuit-interrupting devices 
should be placed in an equalizer circuit. 

104. (6) To Shut down a Gompoundxwound 
Generator Operating in Parallel with others — 

(a) Reduce the load as much as possible by throwing 
in resistance with the field rheostat, (b) Throw off 
the load by opening the circuit-breaker, if there is any ; 
otherwise open the main generator switches, (c) Shut 
rlown the driving machine. 

If the generators have different compounding ratios, 
it may be necessary to readjust the series field shunts 
to obtiiin uniform conditions. 

lOS. Design of Shunt Rheostat.— 

(1) In general, dynamo shunt rheostats are divided 
into sections each of which has the same resistance. 

(2) 'Thc number of steps is determined by the 
permissible percentage variation in the total induced 
E. M. F., when one section is cut out or put in the 
circuit. This variation, allowed per step, is generally 
four per cent of the total range of induced E. M. F. 
between no-load and full-load. 

(3) The value of the shunt regulating resistance 
is such that at full-load 5 to 10 per cent of the ter minal 
pressure is absorbed, 

11 
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(4) The section of the resistance coils must be 
such that when the maximum current flows through 
the wire, the steady temperature attained b)- the wire 
will not exceed a certain safe limit which is generally 
taken about 100°C. 

Now, d* = 2I2.r (P. 204, Vol. I). 


d=,;y 21 ^^. 


(5) The length of the wire required to give any 
particular value of resistance is easily obtained, for 


R= 


pLx4 

TT 


or L= 'V ^ (l^- 
4f> 


106. !• To find the size of the Engine 
required to Drive a Direct Current Generator.- 

Determine the horse-power of the generator (when 
running at full load) from the relation: 


746 X efficiency 

Consider the overload capacity (1) of the Generator, 
and (2) of the Engine. 

If the generator is rated on the maximum basis, 
due allowance must be made for this. 


If the generator is belt driven, some power is 
wasted, and an allowance of from 2 to 5. per cent in the 
belt driven generator should be added. 

II. To find the Size of a Direct Current 
Generator when the B- H. P. of the Engine 
is given. —We make use of the following relations: 

B. H. P. X 0.746 = Kw. Capacity of the Engine. 
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K\v. Capacity of the Engine x Efficiency of the Generator 
^ Kw. output of the generator. 

Where the generator efficiency is not known, it may 
be assumed to be 90 per cent. 

Examples. Determine the size of the (1) internal 
combustion i. e. gas, gasoline or oil engine, (2) steam 
I’ligine, to be used in a set which can take a lighting load 
of 100 Kw. normally rated direct current generator. The 
efficiency of the generator is 84 per cent. 

Solution:— 

(1) Normally rated generators usually have an 
over-load capacity of 25 per cent, for two hours. 

The maximum power that this machine could 
develop, for any considerable length of time, would be 
100 X 1.25 = 125. Kw. 

105 

H.P. of the Engmc= “ =199.2 H.P. 

U.o4 X U.74u 

That is, 199.2 H.P. would be required in mechanical 
power at the generator pulley, to produce 125 Kw. of 
electrical power at the generator terminals. 

Assuming a belt loss of 5 per cent, there would be 
required at the engine fly-wheel 199.2 x 1.05 = 209.2 H.P. 

Hence, the engine should have a rating of at least 
209.2, if the full-capacity of the generator is to be 
developed. Normally, combustion engines have little, 
if any, overload capacity. In practice, 200 H.P. internal 
combustion engine would probably be used for the 
applicatipn in the discussion. 
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(2) The overload capacity of steam engines, as 
engines are usually ratetl, is about equivalent to the 
overload cajiacit)- of a normal])- rated, direct current 
generator. 

Hence, if the generator is ilriven b)' a steam engine, 
the overload capacit)' of the generator is not taken into 
consideration. 

Thus for a normal fulldoad rating of 100 K\v., and 
an efficiency of 84 per cent., there would be required to 
drive at full-load, 100 Kw.-i-0.84 = 119 Kw. 

The horse power equivalent of 119 Kv\-. is 
119 ..h0.746 = 159.5 H.P. 

Then, if a bolt loss of .5 per cent, be assumed, the 
engine would have to develop, when the generator is 
fully loaded, 

159.5x1.03=164 H.P. 

That is, an engine rated at about 164 H.P. should 
be used to drive the machine. 

Exercises. 

1. Show by means of sketches, the methods used 
for connecting compound-wound dynamos in parallel. 

(C. & G. 1897). 

2. Give sketches showing the way in which (a) 
two shunt dynamos, (b) two compound-wound dynamos 
should be connected so .as to -work in parallel, and 
explaih your object in connecting them as shown. 

(C. & G, 1901). 




Convert a 550 volt Generator to a 220 
volt machine. — (1) Short circuit the series operating 
:oil by a switch in the base of the machine. (2) Open 
■mother switch o.i the generator panel and introduce a 
pre-arranged fixeil resistance into the field circuit 
reducing the excitation to the value where 220 volts will 
he ileveloped. Make closer adjustment with the field 
rheostat. Place disconnecting switches at the rear of 
the board for throwing the nidthii.e leads frcin 500 volt 
to 220 volt buses. 


fist'd Rtsisunce 



To /ace page IGo. 
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3. Sketch diagrams of connections you would 
employ to do 'the following :— 

(a) Couple two equal series dynamos in parallel. 

(b) Couple two equal shunt dynamos in series. 

(C. & G. 1893). 

4. Why is it dangerous to lift the brushes of a 
shunt-wound dynamo when shutting down ? State what 
would occur if you were to lift the brushes of a running 
shunt-wound dynamo (a) while a fair load of lamps are 
being supplied ; (b) when no current is being supplied to 
the external circuit. (C. & G. 1896). 

5. Explain wh\' it is generally found impossible 
to do any of the following things ;— 

(a) ('harge a battery from a plain series 
dynamo. 

(b) Couple two plain series dynamos in 
parallel. 

(c) Couple two plain shunt dynamos in series. 

(d) Operate several ordinary electric bells in 
series. (C. & G. 1892). 

6. A drum armature in a 2-pole field contains 150 
external conductors, it runs at 550 revolutions per 
minute. Find the total flux passing through the 
armature which is required to produce an electromotive 
force of 115 volts on open circuit. (C. & G. 1893). 

7. What difficulties are likely to occur in charging 
batteries with a compound-wound machine, and what 
precautions would you take to avoid them. 

(C. & G. 1898). 
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8. How does the current in the armature bars 
under the pole face in a continuous cilrrent dynamo 
affect the field distribution in the airgap ? How does 
varj’ing the [losition of the plane of commutation in the 
interpolar space with a given load affect the field excita¬ 
tion required for a constant \ oltage with constant speed ? 

(C. & G. 1900). 

9. Name the several causes of waste of energy 
in a continuous cm rent dynamo machine, and state 
•vihat devices are necessary-, anti what precautions should 
be taken to ensure these being a minimum in any gi\ cn 
design. (C. & G. 1902). 

10. A dynamo takes 98 horse-i)ower to drive it, 

and runs at 500 revolutions per minute. If it is driven 
by a belt, and the pulley is 24 ins. in diameter, what 
will be the difference in tension between the driving and 
the slack sides of the belt ? (C. & G. 1902). 

11. A rectangular frame is wound with 100 turns 
of wire, the average area enclosed by the turns of wire 
is 500 sq. cms., and the frame is revolved at 1000 
revolutions per minute about an axis in a magnetic field of 
750 C. G. S. units, the axis of rotation being at right 
angles to the direction of the field. What will be 
the value of the alternating E. M. F. generated ? 

(C. & G. 1905). 

12. Discuss the merits anddemerits of “resistance” 
commutation Md “E. M. F.” commutation iq D. C. 
dynamos, and point out the conditions under which one 
or the other is to be preferred. (C. & G 1903). 
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\OTE —Since the current in a loop periodically 
reverses in direction, the current in the conductor must 
he reduced to zero, and a current of like value established 
in the opposite dircctoin, during the short time the brush 
is in contact with the commutator segments to which 
the terminals of the armature coils are connected. The 
inductance of the circuit teiuls to maintain.the current 
in the original direction at the time when the brush 
short circuits the coil. 

The positive or negative current may be reduce to 
zero and a cm rent in the opposite direction ma)' bt; 
cstalilished by (1.) changing the relative resistance of the 
paths through whicli the current ma)' flow, this is 
called the RESISTANUE COMMUTATION, (2) causing the 
conduettrs to generate an electromotive force opposite to 
that which establisheil the original current. This is 
called the E. M. F. commutation. This is secured by 
advancing the brushes in the direction of armature' 
rotation, as by this the commtation is delayed until an 
opposing E. M. b'. is induced in the coil which just 
passes through the brush. This opposing E. M. F. 
tends to reduce the current flowing in the coil ai^ to 
establish a current in the opposite direction. 

In recent machines a combination of (1) and (2) are 
used. High resistance carbon brushes are used in 
connection with an angular advance of the brushes or 
with inter-poles. 

13. If in Question 11 all the conditions remain 
the same, but instead of the 100 turns of wire being 
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in one or iiarallel planes, they are JistributeJ arouml 
the surface of a cylinder of non-magnetic and non¬ 
conducting material (to form a drum or barrel winding), 
and provided with a commutator sector at each turn, 
and brushes as in a dynamo, what will be the steady 
E. M. F. generated, neglecting any consequences that 
might result, from some coils being short circuited at 
the brushes ? (C. & G. 190.5). 

14. Enumerate the essential parts of a ('. C. 
dynamo, writing them down in a table, and opj)Osite 
each briefly e.xplain the object and action of each jiart. 

(C, tk G., I., 1907). 

15. What is the object of equalising connections, 
on a C. C. generator, and to what class of windings 
are they applied ? Give a diagram to show the way in 
which these equalisers are connected iq) to the armature 
winding. (Lond. Univ., El. Mach., 1909). 

16. A continuous current series generator is 
driven by a motor, and connected to a resistance of 50 
ohms. It fails to give an appreciable current. -State 
two^ossible causes for this failure, and how you n ould 
overcome the difficulty. (C. & G., II., 1914). 

17. The electromotive force of a shunt generator 
is 225 volts when operated without load, and the rated 
output is 20 kw. at 220 volts. Calculate;— (a) the 
voltage regulation, (b) the resistance of the armature 
circuit, if one-half the drop in terminal voltage between 
no load and full load is due to armature resistance. 



DIRECT CURRENT (DCNERATORS 


169 


1S. A 1000-kw. gcnenitor has a terminal voltage 
of 550 at no-load and is 5 per cent overcompoundcd. 
h'inil (a) the size of wire required to transmit 100 
amperes at a distance of 1000 feet, the voltage between 
the terminals of tlie load appar.itus to be 550, (b) the 
watts lost in the line, (c) the total output of the generator. 

19. The rated output (line) of a comjjound 
generator = 200 am|)eres, audits no-load voltage is 220. 
The current is transmitted over a line, the resistance of 
v\hich is 0.15 ohm, and the x oltagc; at the load terminals 
is the same at full load as at no-loail. I'ind (a) the 
terminal voltage of the generator at full load, (b) 
])ercentage overcompounding, (c) uatts lost in line, (d) 
w.itts mitput of generator. 



CHAPTER V 

direct current motors 

107. The Advantages of the Electric Drive.- 

Some of the advantages of tlie electric drive are:—(1) An 
increase in i)rodnction. (2) A greater flexibility of arrange¬ 
ment of machines. (.1) A cleir headroom is proviiled. 
This permits the free use of overhead cranes, and results 
in better illumination and greater freedom from acci¬ 
dents. (4) Because the power can be transmitted 
electrically for considerable distances with small loss, the 
power plant can be Centralized where the ])ower can be 
generated most •efficiently. Tests of shafting drives 
indicate that the loss varies from 25 to 75 percent., and in 
most cases is about 50 per cent, of the power generated. 
Furthermore, the I’oss is nearly constant, regardless of the 
loail. With the electric dri\'e the loss depends upon the 
amount of power transmitteil, and the total loss includ¬ 
ing that in generators, feeders and motors, is only from 
20 to 50 per cent. (5) The electric service is more 
reliable, since a breakdown usually puts out of commi¬ 
ssion only a small part of the motors. (6) It is possible 
to operate sections of the factory at high efficiency 
when the other sections are shut down, whereas, 
whithout the electric drive, possibly all the shafting 
in a large mill might have to be operated for the purpose 
of driving one or two machines. (7) Speed control is 
easily secured by means of the electric motor. Instead 
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of S|)eecl changes in large steps by changing gears or 
shifting belts, a very large number of small speed 
changes can be easily obtained. This results in keeping 
the operating speed closer to its economical limit, and 
thus increasing the production. (8) A study of machine 
performance can easily be made by introducing meters 
in tbc motor circuit. By this means, an accurate record 
may be obtained of the power requirements for a 
particular operation, and an\' excessive demand for 
power due to the faulty working of the machine is 
easily detected. 

lOS- Dynamo and Motor-— Ever}- dj namo can be 
used as a motor as they are identical in structure. The 
d 3 ’narao is used to transform mechanical energy into 
electrical energ}-, while the same machine used as a motor 
transforms electrical energy into machanical energy. 

109 Direction of Running of a> Motor- —Hold 
the thumb, the inde.x finger and the middle finger of the 
left hand at nght angles to represent the three rectangular 
axes in space. If the index finger points to the direction 
of the field, the middle finger to the direction of the 
current, then the thumb pointjp to the direction of 
the force exerted, and therefore to the direction of 
motion. 

110 Driving Force of a Motor- —If a voltage 
is impressed upon the terminals of a motor, a current is 
forced through the armature conductors- lying across a 
magnetic field. The conductors thus carrying currents in 
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a magnetic field are acted on by forces perpendicular-to 
themselves, and to the direction of the field (Principle 
of the Motor). 

The currents are so distributed by the commutator, 
that while all the conductors under one pole carry 
currents in one direction, all the conductors under the 
next or opiiositc ])olo carry currents in the opposite 
direction. And thus while they are repelled by one 
pole, the\- are attracted b\' the opposite pole, and a 
continuous torque is maintained. 

111. The Counter or Back E- M. F> of a 
Motor— -When the armature of a motor rotates, an 
E. M. F. is generated in the inductors as they cut the 
lines of force due to the field magnets. By Lenz's law 
the E, M. F. thus induced oiiposcs the ilircction of the 
main current, and is therefore known as a counter 
E. M. F. or back E. M. F. 

Let S=number of armature conductors, 

n = number of revolutions of the armature per 
minute, 

p=number of pairs of poles, 

^ = the flux entering the armature. 

In a bijiolar machine, when a conductor on an armature 
core rotates through one revolution, it cuts the lines 
of force passing from one pole to the other twice. 
Hence, the number of lines of force cut by one conductor 

during one revoluion is ,2 p 'f>, or 2 p ^ -gg-per second. 
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Therefore, the E. M. F. induced 


2 p «t> 

60x 10« 


volts. 


( 1 ) 


In a multipolar machine the armature conductors 
,S are generiili\- arranged in <] parallel circuits, and S/q 
givts the number in series in each circuit. The total 
E. M. F., e, induced in the armature revoh’ing at n 
revolutions per minute is given by— 


2 p <() n S 
60x 10“ 


( 2 ) 


2 p n S <^> 
~ q X 60 X 1 O'* 


volts. 


( 3 ) 


If a voltmeter is connected across the armature 
terminals, and the main current is switched off, the 
voltmeter which shows the counter E. M. F. takes 
several seconds to fall to zero, anil it reaches zero when 
the armature comes to-rest. 

112. Fundamental Equation of a Direct 
Current Motor. —Connection between the voltage, 
current, flux, speed, etc. of a Motor :— 

Let r= resistance of the armature circuit including 
the contact resistance between the brushes 
and the commutator, 
and, I = the armature current. 

Then the voltage drop in the armature when 
stationary is Ir. 
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When the armature is rotating tn a magnetic 
field, the counter E. M. F. is generated in the motor. 
The voltage applied to the terminals of a motor must 
be sufficient to neutralise this counter E. M. F., and 
also to send the necessary current against the resistance 
of the armature circuit. 

If e be the counter E. M. F., and V the voltage 

applied to the terminals of the motor, 

V = e+Ir, ... (4) 

, V—e -1 

or, 1=.-. ... (O) • 

r 

V must always be greater than c ; but if the motor be 
so designed that the no-loail losses are small, then 
when the motor is running unloaded, e will be very 
nearly equal to V. The product (V—e) x I represents 
the power required to overcome the mechanical and 
iron losses of the machine ; and if e were equal to V, 
it would mean that no power was required to drive it. 

The formula (3), when used for a dynamo, 
relates to the E. M. F. induced therein; and when. 
applied to a motor, it relates to the induced counter 
E. M. F. Formulae (3) and (4) are of fundamental 
impotrance in considering the behaviour of motors. 

Example 1. ’ The armature of a 220 volt, 8-pole 
motor is wave-wound with 888 conductors, the 
resistance of the armature circuit being 0.3 ohm. If 
the flux per pole entering the armature is 12,00,000 
lines, find the speed of the motor when taking a current 
of 60 amperes. 
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Solution;—■ 

By formula (4) we have— 

220 = e+60x();3 

0 = 220-18 = 202 volts, 
'sinj; formula (3), and putting 
e = 202, 
p = 4, 

S = 8S8, 

<#. = 12 , 00 , 000 , 

and q = 2, 

0 ha\'<'. 

2 X 4 X 888 X n X 12,00,000 
-0“ = 2 X OlfxTO" " ’ 


888 X 12 X )i 
T5^10'~ 


15x10^x202 

8881712 


113. Theory of Operation of Motors-— 

Let l,=the exciting current through the field coil, 
I, = the current through the armature, 

E = the impressed voltage, 

R, = resistance of the armature. 

Suppose that (1) the applied voltage, (2) the exciting 
current, and (3) the magnetic flux perpole, are constant. 

At first the motor is at rest. Close the switch to 
start the motor. A large current I„ flows through the 
armature, which is given by 
E 
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The armature conductors carrying current in a 
magnetic field, are acted on b\' forces, which ultimately 
overcome the resisting forces of friction, and of any load 
the motor is under, and the armature begins to rotate. 


I, 


.4s the speed increases, e increases, and the cvirrent 
—j,— diminishes. The acceleration of the motor 


ceases, when the current is reduced to such a value that 
the total force devclojied is just sufficient to overcome 
the retarding force. 


If more load is now lait upon the motor, so that 
the tlriving force due to the armature current is not 
sufficient to overcome the increased resisting force, the 
speed diminishes, and with it, e also decreases. But as 


E—c 

I, a large current Hows through the. armature. 

Hence, the speed is so adjusted that the increased cur¬ 
rent ip the armature produces a driving force, which is 
just sufficient to overcome the increased retarding force. 


Similarly, if the load on the motor is decreaseil,. the 
driving force due to the armature current is. more than 
sufficient to overcome the tlecreased resisting force, and the 
motor must accelerate. As the speed is increased, e also 

E —G 

increases, and the armature current decreases. 


The motor stops accelerating, and the speed and 
current remain constant, when the driving force due to 
the current has dropped to such a value that it is just 
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suffic.icilt to overcome the decreased retarding force. 
The electrical power taken b>’ the motor from the mains, 
tlierefore, changes automatically to suit the mechanical 
l()a<l on the motor. Thus, the counter E. M. F. of the 
motor regulates the tlow of the current, in the Same way 
as the governor regulates the flow of steam in -a steam 
engine. 

Example 2- A 220 volt, 20 H. ?. ilirecl current 
shunt motor has an efficiency of 88"/„. The exciting 
current is 2 amperes, and the armature resistance is 
0.08 ohms. F'iml;— 

(a) The motor input. 

(h) The current taken from the mains. 

(c) The armature current. 

(d) The counter E. M. 1'. 

Solution :■— 

(a) The motor output = 20 H. P. 

The motor input = - —’ 

emciency 

= H. p. 

= 16954 watts. 

(b) It the current from the mains 

wa tts input 
~ applied voltage^’ 

16954 


12 
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(c) The armature current 

= total current—exciting current 
= 77 — 2=75 amps; 

(d) The applied voltage =220. 

The voltage to overcome the resistance drop 
= L,R,= 75 x 0.08 = 6 volts. 

.*. The counter E.M.F. = 220—6=214 volts. 
Example 3. A 20 H. P., 220 volt, 900 R. P. M. 
direct current shunt motor has, an armature resistance ' 
of 0.08 ohms, and takes an armature current of 75 amps, 
at full load. Find;— 

(a) The torque at full load. 

(b) The counter E. M. F'. at full load. 

If the flux per pole is .suddenly reduced to 90 per cent 
of normal, find :— 

(c) The armature current at the same instant. 

(d) The torque at the same instant. 

Solution:— 

(a) The torque= =116.6 lb. at 1 ft. radius. 

^ IT X yuu 

<b) The back E. M. F. = E-I.,R„ 

= 220-(75x0.08), 

=214 volts. 

At the instant the flux is reduced to 90'%, 

90 

e=214x ri7^=192.6 volts. 
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(C) 


, 220-192.6 

The armiiture current = -= 

O.Oo 

= 342.5 amperes. 

or 4.55 times the full-load current. 


27.40 

.08 


,(J) The tonjue 


117x 90x 342.5 
100 X 75 


(since it is proportional to the flux and to the armature 
current) 

= 480.87 lb. at 1 ft radius, 
or the tonjue is 4.1 times the full-load torque. 
Note that at the instant the flux per pole is reduced 
to 90 per cent of its normal v.ilue, the armature current 
increases to 4.55 times the normal, and the torque to 
4.1 times the normal value. The driving torque being 
then larger than the retarding torque of the load, the 
motor must accellerate. 

114. Torque, Speed and Power of a Motor,— 

// /=the length of the armature condutor inems., 

S = the total number of inductors, 
n = the number of inductors jier circuit, 
i = the current passing through the armature for 
each circait, in C. G. S. units, 
i,= total current passing through the armature 
circuit in C. G. S. units, 

I,= current in practical units = i, x 10“', 
l'=the force acting on the armature in dynes, 

N = speed in revolution jier minute, 
r=radius of the armature in centimetre, 

0 = number of circuits, 

T=torque, = F. r. 

e = counter E.M.F. in jiractical units 
= Ej X 10“®, where E, is in C.G.S. units, 

<l>=flu?i entering the armature per pole, 

P=number of jiairs of poles 
H = intensity of the field or flux per unit area of pole. 
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The work done in one revolution = 1'x 2jrr 
dyne cms. 

The power given out bv the motor P 
= torque X angular vclocit \ 

N 

= h'x2irrx '— dvnc cm. per second. 
00 • ' 

But I' = H X / x S X I dynes. 

Multiply both numerator and denominator In' 2 p . 

Then, l’=:H/.SI. “I*-X 2irr xdvnc cm. [ler sec.. 
2p 60 

and. H/ 2ffrx—^the tlu.\ entering the armatun 
-P per pole approximately. 

Also, S — n X <_), and 1= . ^ f. (i. S. units. 

Substituting these values. 

'F= rf) X —X X n() d\ne cms. iier .Second. 

^ CO O' 

= 2u' (P X X i, dyne cms. per second. 

60 

Now, ^ x<l> is the value of the counter M. M. P'. 

in C G. S. units, = Ji, . 
P=E, it C. G. S. units, 

= ^"1- . i. . 10 Practical units 
10 « 

= EjitXl0~^ watts. = el| watts. 

If T be the torque in dyne centimetres with which 
the field magnet acts upon the armaWre, then the 
mechanical work done by the motor per second. 

=Tx - - dyne centimetres. 

60 
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27rN 

= T. X 10''^ watts. 

60 

lliit tlic ])Ower developed by the motor=e watts, 
el, 10~''x60 

.-. T = —r^ X - 7 , — dyne centimetres, 

N 2ir 


el, 10-7 X 60 




100 ’ 


= —^ X 0.06 kilogram metres. 


But, e 


2nXp(j) 

“OO”' 


I0-* volts. 


.‘. T = 2n 4^ X <j)xl0-8 X -4x0.96, 

OU jN 

= 0..i2 X P X n X (|) X It X 10'® kilogram metres. 

The effective torque at the pulley of the motor 
will be less than that given by the above equation, by 
the amount required to overcome the mechanical and 
iron losses. 

If R=radius of armature in feet, 

F' = force in pounds on the armature conductor, 

2 IT N = w=angular velocity, 

T= torque =F'R pound foot, 
we have— 


el, 2 ir N T 
746 " 33000 • 
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_ 33000 X e It 


pound foot, 


H.P. X 33000 
= “TTn — 

Example 4. A 50-B. H. P., 220-volt motor has to 
be designed to run at a speeil of 500 R. P. M., and 
have an efficienc)’ at full load of 92 per cent. The 
motor has 4 poles, and the flux entering the armature 
per pole equals 4.2 megalines. Calculate the number 
of inductors if the armature be wave-wound, anti the 
watts absorbed due to armature resisttince be limiteil 
to 300 watts. 

Solution :— 

„ 50x 746 100 

Full-load curent of motor (I)= —^ 20 — ^ 

= 184 amperes. 

Armature resistance (R„) not to exceed 300/(184)- 

= .00886 ohms. 

Flux per pole (4>) = 4. 2x10® lines. 

Impressed E. M. F. (E)=220 volts. 


p'rom the fundamental equation, turns per circuit 
through the armature , 

E - R, I 220 - (0.00886 x 184)' 

=- j.p 4716:7 X 4.2 X 10« X 10-» ' 

4x-;^x^xl0-8 

=77.8 or 78. 



DIRECT CURRENT MOTORS 


185 


Therefore, the total number of armature inductors 

= 78x2x2 = 312. 

US- Speed Variation of Motors.— 

We have V=e+ Ir. 


e=V-Ir. 

Substituting this value for e in formula (4), we have : 


V-lr= 


_2 p N S ((> 

(1X 60 X 10 ^ 


volts. 


q X 60 X 10^ 


X (V-Ir). 


(5) 


Now, for any particular motor, the quantities q, p, 
and N, are constant, and 60 x 10'^ is always so. Repre¬ 
senting the whole of these constants by k as follows : 


q X 60 X 10** 

2irs 


we may u rite : 



(V-Ir) 

4- 


( 6 > 

(7> 


In a motor of average size, the voltage-drop Ir in 
the tirmature at full lotul is only about l/20th of the 
terminal voltage V, so that Ir is almost negligible in 
comparison with V. Wo can therefore assume that the 
speed 



(approximately). 


(7'a> 


Hence we find that the speed of a given motor is 
directly proportional to the armature terminal voltage, 
and inversely proportional to the flux entering the 
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armiitiire, or, the speed of a motor with a given load 
can only be varied by altering either its armature 
terminal voltage, or its magnetic flux, or both. Thus 
increasing the voltage, or decreasing the excitation will 
increase the speed, and vice versa. 

In a constant pressure system, the voltage; across 
the armature terniin.ils of a motor can only be x'aried 
cither (a) by inserting ,i resistance in series with the 
.irmuture. or (b) by feeding it from a motor-dvnamo 
set. the voltage of the dvnamo of which can . be varied 
at will. 

116. liegulation of Motors — In the regulation 
of a motor we are concerned with the speed, whe.reas in 
the regulation of a dynamo with the terminal voltage. 

The Speed Reculation of a motor refers to 
changes in speed caused by the interactions inherent to 
.md within the motor itself, as the load driven by it 
decreases or increases. It is numerically equal to 

Nodoad K. P. M.—P'ull load R. P. M. 

Full load R. P. M. 

Example 6. If the speed of a motor at no-load is 
1400 R. P. M., and its speed at full load is 1350 
R. P. M., find its speed regulation. 

Solution :— 

„ , . 1400-1350 „ ^ 

Speed Regulation =--= -O.)/, 

= 3‘7 percent. 

Note that while Speed Regulation is an inherent 
property of a' motor, Speed Control is the variation 
in speed obtained by external means. 





To convert a small 110 volt shunt motor 
on a 220 volt circuit for occasional service, at low 
speed (John Burns). Fig, 5.011. The current in the arma¬ 
ture of small motors would not much e.\'ceed that taken 
by the field and thus these two circuits can be connected 
in series across the 110-220 volt three-wire system with 
the neutral tapped in without much unbalancing. 



Tofaeepags ISS. 
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117- Speed of a Shunt Dynamo used as a 
Motor. —A shunt ()yn;inio is used ;is a motor on a line 
■ if the same x oltage. The sjjeed of the motor is found as 
lollows : 

Su[)pose as a generator it generates current ;it E 
\olts, hut sujiplies 1 amperes to the line at E'volts, 
md R is the resistanci- of the armature. Then, 
E=r/+1R. 

The E. M. 1'. generated in the same machine as a 
motor IS e = E —IR. 

Since the field strength is the same in the two cases, 
both being supplied at E volts, the armature E. M. F.’s 
will be directly proportional to the speed; or, 

Motor speed e E' —IR 
1 lyUiLnio sjieed ~ ]T ~ d-1R’ 

, 21R 

= 1-p—(approx). ... (8) 

IR 

2 ^ lies ordinarily hetween O.O.i and 0.05, as we have 

seen; it follows that the speed of a given machine as a 
motor will he generally from 6 per cent to 10 per cent 
less than its speed as a dynamo. This relation does 
not hohl good if the field strength is varied, either 
because of armature reaction or changes in the field 
current. 

Biample 6. A certain dynamo is rated at 20 
liilowatts at 220 volts and 500 revolutions per minute. 
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Its armature resistance is 0.08 ohm. What is its 
full-load speed as a motor ? 

Solution:— 

20000 

I = —^ 2 ^ = 91 amperes. 

/ 2 X 91 X -08 V 

Motor Speed = 5U0 X I 1- ^2 -) 

= 464. K. R M. 

118- Comparison of Shunt, Series and Com-' 
pound Motors.— 

(a) Shunt Motor. —This runs at a practicalK- 
constant speed at all loads within its capacity, and has 
a tonjue almost directly proportional to the armature 
current with a starting torque 50 to 100 per cent greater 
than full load running torque. It is therefore suitable 
for tlriving shafting, or a machine or group of machines, 
requiring steady speed. The speed of such a motor 
increases slowly as the field coils heat up ;md the 
excitation is decreased. 

Its speed can be easily and economically altered hj’ 
a shunt ragulator; as such, it is the most suitable motor 
\rhere a fair amount of speed variation is required 
without frequently starting and stopping the motor 
under load. It is a constant speed motor, and is 
suitable for driving shafting, machine tools, lathes and 
wood working machines requiring a steady speed. 

(b) Series Motor. —It runs at greatly decreasing 
speed for increasing loads. This motor exerts a greater 
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torque than either of the other two types, when it 
takes a larger current than the full load value. It is 
the best motor for heav)- starting duty. It has a 
powerful torque. Its speed decreases rapidly with 
iiicrejise of load, and becomes diingerously high at light 
loads. Hence, such motors should be directly connoted 
to the load. In the series motor as the load increases, 
the magnetic field strengthens, and the speed decreases ; 
consequently, commutation is generally very' good. The 
non-reversible series motor gives less commutation 
trouble than any other types. It has a torque that 
incre;ises almost as the square of the armature current. 

It is suitable for crane s, trains, trams, etc. which 
start under heavy loads, and f or cases providing a steady 
load requirin g a constant speed , s uch as fans, pump s 
bl ower s, etc,. It is a variable speed motor which adjusts 
its speed to load put upon it. 

(c) Compound Motor. —Where a larger starting 
torque is required for a given current than that obtained 
from the shunt machine, and where the load varies 
between zero and the maximum, the compound motor is 
to be selected. Its speed can be varied by inserting a 
resistance in the shunt circuit as with the shunt motor. 

It is better than the shunt motor for heavy starting 
duty, but is not so good for this purpose as ttie series 
motor. The speed drops somewhat with the loads, but 
the motor runs at a maximum speed even at no load. It 
iipproximates thfe ‘shunt or the series type in its 
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clianictcristics, according to the prej-ionderance of the 
shunf or scries winding. 


EFFIClIiNCY. 

119. Efficiency of D- C- Motors.— The effici¬ 
ency of modern D.C. motors is r-eri' higli, and in 
many large motors it is often 95 to 99 per cent. 

,-(v. ■ r ^ Input —Losses 

Input 

(Compare efficiency of dynamo.) 

Efficiencies of Different Types of Motors — 

120. (1) Series Motor 

Let e = the counter E. M. F. of the motor, 

V = the impressed or line voltage, 

I = the total current taken by the motor. 

Then, c = V-I (R,-(-R.). 

Now, the output of the motor or the rate of doing 
work mechanically is cl. 

.'. Electrical Efficiency =. 


Commercial 


Efficiency = 


le-W 

VI 
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Example 7. A scries motor takes 25 amperes 
of current from 220-volt mains, (’alnilate the electrical, 
mechanical and commercial efficiencies of the motor, 
ha\'ing given the following data :— 

R, = .12 ohm (hot). 

K,i = .15 ohm (hot). 

Stray power loss (W) = 70() watts at gi\cn voltage and 
speed. 

Solution :— 

Counter E. M. F., e==V-l (R. + RJ 

=220-25 (.15-1-.12) 

= 213.25 volts. 

.-. Electrical Efficiency = = .969. 


Mechanical Efficiency 

Commercial Efficiency=.969 x .868=.841 or 84.1 per 
121. (2) Shunt Wotor 


The current in the shunt coil = 


V 

K.„ ■ 


V 

The current in the armature = I—n—. 

Rsi, 


( Y 

I— -=— 

iVsli 

••• the back E.M.F=e=V-^I-~^ 


^ Rj volts. 
R„. 
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Mechanical Efficiency; 


■W 


('-a 


Examples. A shunt motor is supplied with 
25 amps, of current from 220-volt mains. Calculate 
the electrical and mechanical efficiencies of the motor, 
having given the following data :— 

Rji,=44 ohms (hot), 

Ra=.14 ohm (hot), 

W—700 watts at given voltage and speed. 
Solution:— . 

V 

Current in shunt coil=-„— =5 amps. 

V 

Current in armature = I—-.^—=20 amps. 

* 

.-. Armature loss=20 x .14 = 2.8 volts. 

.-. Back e. m. f. =e=V—^ I— 


.-. Electrical Efficiency 


= (220-2.8) = 217.2 volts. 


VI 


_ , 220 . _ _ 220 , 
[220-(25-^)x.14][.25-^] 


220x25 
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(220-2.8) X 20 4344 

5500 " 44 


Mechanical Efficiency 


W 


=(‘-k) 

4344-700 


4344 


= .838. 


122- (3) Long Shunt Compoud Motor 


Shunt current =■ 


R-i, 


Armature 


current=I — 


_V 

R.„ 


V V 

e=V-(I-~) R. -(I-TT-) R.- 
.'. The Electrical Efficiency 

[''-K '-sr) 

VI 


Mechanical Efficiency 
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Example 9. A long-shunt compouml motor takes 
;i current of 25 amps, from 220-volt mains. Calculati' 
the electrical and mechanical efficiencies of the motor, 
having given ;— 

R,ii=:55 ohms (hot), 

K. =.07X ohm (hot), 

R, =.09 ohm (hot), 

W =700 watts at given \’oltageand speed. 

Solution:— 


Shunt current = 


R-i 


220 

55 


= 4 amps. 


Armature 


current = I — 


R., 


-=25-4 = 21 amps. 


= 220-21 X .078-21 x .09 = 216.5 volts. 


.-. Electrical Efficiency 


VI 

[220-l(25-®)(,078x.0,))]p-“] 
220 X 25 

[220 - 21 X. 1681x21 4545.87 

5500 ~~5"500 =-^27. 


Mechanical Efficiency= 


4545.87-700 

4545.87 


.846. 
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123- (4) Short Shunt Compound Motor.— 


Shunt current = 


V-IR' 

R.„ 


Arnuiture 


current = I — 


\;-1 K . 

R-i, ' ■ 


LohS o[ volts in the armnture = 



V-£ 

K-„ 



Loss of volts in series field windings I K . 

The buck IT M. F. =e = \'-IR,-(l- — 
Electrical Ivilicicncy 

I /, V-IR, \1/, V-IR V 

V-,K-U.(l-n--9;(l- K.„ ) 


_ 

Mechanical Efficiency 
h'-IR 


VI 


/ V-IR,\t<, V—IR,. 

xrh"' 


' K-„ ' 


Example 10. A short shunt conipouhd motor i.s 
supplied with a current of 25 amperes from 220-volt 
mains. Calculate the electrical and mechanical 
efficiencies of the motor, having given :— 

R.i, = 55 ohm (hot), 

R, =.078 ohm (hot), 

K, = .09 ohm (hot), 

W =700 watts at given voltage and speed. 

13 
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Solution:— 

V-IR, 22-025 X. 078 , 

Shunt current = - -=3.96 amps. 

V—IR- 

Armature current = 1-jj—“=25 — 3.96 = 21.04 amps. 

K«i, 

Loss of volts in series \vinding=IRj=25 x .078, 

= 1.95 volts. 

Loss of volts in armature=^1 — ^ 

= 21.04 X. 09, 

= 1.89 volts. 

e=V-IR-(l- R., = 220-1.95-1.89, 

= 216.16 volts. 

Electrical Efficiency 

, ,, V—IR -r V-IR,- 

kt)] [‘-Trr], 

“ ^ Vl 

(220 - (25 X .078) -.09(25 - ~ ^ 

" : 220 X 25 


xf25- 


220 - 25 X. 078 
55 


(220-1.95-1.89) x21.04_4548_ 
5500 "5500 

Mechanical Efficiency = ~ 
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Example 11. A series motor has 240 wires all 
round with a resistance of 0.08 ohm, and 22 million lines 
through it. The magnet winding- is 0.12 ohm, and the 
machine is to give 100 B. H. P. when taking a current 
of 150 amperes. If n be the revolutions per second, and 
the mechanical friction loss is lOOn, the hysteresis loss 
SOn, and the eddy current loss is 8n*, find the 
K. M. F., the speed, the mechanical and electrical 
efficiencies. (Joyce). 

Solution:— 

Z'=240: ^=22 x 10®; R„ = .08’ohm; K,=.12 ohm ; 
B.H.P. = 100; 1 = 150; Speed=n rev. per second. 
Mechanical friction loss= lOOn. Hysteresis loss=80n, 
Eddy current loss=3 n^. 

Armature copper loss=P R„=150^ x .08, 

= 1800 watts. 

Field loss P R,= (150)2 x .12=2700 watts. 

Total loss =.(.5n2 + 180n + 4500) watts. 
e=^ Z n X io-« = 22 x 10® x 240 x lO"® x n, 

= 52.8n volts. 

1R,=l50x.08=12 volts. 

If E=applied E.M.F., 

E = e + IR„=(52.8n + 30) volts. 

Power supplied to the motor 
= (52.8n + 30) 150 
= (7920n + 4500) watts. 

Anfl since total losses=(3n* + 180n + 4500) watts. 
Useful Power=7920n + 4500-3n® - 180n-4500, 

= 100 B.H.P.=746x 100 watts. 
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7740n-:5n‘-i = 74600, 
or 4n 2—774011 + 74600 = 0. 

_ 7740 + v/774^-12^74600“ 

.. n_ , 

J870 + .i«40.y7 

=--- =9.67 revolutions per second. 

taking the iicgLitii e sign, as the + gives an impossible 
answer. 

Applied voltage = .52.8n +JO 

= 50.8x 9.67+ .50, 

= 510.576+ .50, 

= 540.576 volts. 

Power supplied =540x 150, 

= 81000 watts. 

Electrical Efficiency = • ’ = 04.4''/,, 

Mechanical Efficienc) = 

510.576x 150—1 180x9.67 + 3(9.67)2 }_ 

540.576x 150 " 

Example 12. A mechanical contrivance requires 
100 H. P. and wastes 15 H. P. in friction. If nin by a 
series motor having armature resistance .06 ohm, magnet 
coil .08 ohm, 360 wires all round the armature and 18 
million lines through it, H. P. lost in friction, 600 
watts in iron, and supplied with a P. D. of 70l) volts, 
find the speed, the current taken, the electrical and 
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mechanical efficiencies of the motor, and the plant 
efficiency. (Joyce). 

Solution :— 

E„= 18 X IQo X 360 X n X 10-« = C4.8n. 

E = E„ + IR = 64.8n + .14 1 = 700. 

700-.14 I 
64.8 

Power supplied to the motor= (64.8n 4- .14 x I) I. 
Since total loss =x 7464-600 4-1^ .14, = 3265.2 watts. 
.-. usefulpower = 64.8nl4-.14P—932.5 —600—.14 P 
= 64.8 n 1-1532.5 = 74600 watts. 

64.8 1.-^^—^—*-^—76132.5 = 0. 

64.8 

or .14 1=2-700 I—76132.5 = 0 
or I‘-2—5000 14-543804 = 0. 

5000 ± s/25000006—4 x 543804 

-“‘2 

^500^V2^82478T ^ 



■’ —-4—— = 10.56 revolutions per second. 
64.8 
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E, = fi4.8x 10.56 = 684.288 

.-. Electrical Efficiency = =97.7 "/(, 


,, , . , . 700 X 111.25-.1265.2 

Mechanical Efficicncy= ^ 


77S75- -1265.2 
76107 


= 98 '■/, 


plant Efficicncv= —^■_^„Ii--=81.5 
//8/d ' 

Example 13. .A 20-h.p. 220-volt, 950 r.p.m. .shunt- 
motor has an efficiency of 90 jier cent., an armature 
resistance of .06 ohm, and a shunt field current of 2 
amperes. If the speed of the motor is reduced to 475 
r. p. m. by inserting a resistance in the armature 
circuit, the torque of the load remaining constant, find 
( 1 ) the motor output, ( 2 ) the armature current, (. 1 ) the 
external resistance, and (4) the overall efficiency. 

Solution :— 

At normal load; 

The motor output = 20 h. p. 

The motor input = y" = 22.22 h.p. = 16576 watts. 

The total current = —L^® = 75 amps. 

The shunt current = 2 amps. 

The armature current = 75—2 = 73 amps. 

20x 33000 

torque = ^ 3 =110-5 lb., at 1 ft. 


radius 
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The back e. m. f. =EI,- R»=220—(73 x .06), 

= 215.6 volts. 

At half speed: 

torque x 27r x r.p-m. 


(1) The horse-power output = - 


33,000 


and since the torque remains constant, the output is 
proportional to the speed, and is therefore equal to 
10 h. p. 


(2) The torque=K. I„, and since the torque is 

constant, and so also is the excitation, therefore the 
armature current I„ is the same as at full-speed, and 
is equal to 73 amps. 

(3) The back E. M. F., e, in the armature=constant 
X ()) X r. p. m., and since <f) is constant, e is proportional 
to the speed, and is therefore equal to .5 x 215.6 = 107.1 
volts. 

The voltage applied to the motor=e-|-I„ R|,= 
107.8-f (73 X .06) = 112.18 volts. 

The voltage drop across the external resistance 
— 220 —112.18 = 107.82 volts, and the current in this 
resistance=73 amps. 

107 82 

.-. tlie external resistance=—=1.477 ohms." 

(4) The loss in the resistance=107.82 x 73, 

= 7870 .86 watts. 

The total input = 220 x (73 + 2) = 16500 watts. 

10x746 

The motor output = 10 h.p.= " =7.46 Kw. 

* 7.46 

.’. The overall efficiency= y^^ = 45 per cent. 
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124 For Maximum Efficiency of a Motor, 
the Copper Loss is Equal to the Stray Loss— 

This is proved ^s follows: 

If W=sum of the constant losses, then 

.u n. ■ VI-(W + I2R„) 

the emcicnc}’, )j=-2 , 


W + P R„ 
VI 


_W_ 

VI VI 



iTTo-=0, for maximum efficiencv. 

VP V 

yv ._ R„ 

VP“ V ’ 


or, W=P R,. 

That is, the constant losses = variable losses 
(copper losses.) 

12S. Characteristic Curves of Motors.— 

These include curves of speed, efficiency, current input 
and torque, in terms of the horse-power output of 
the machine. 


The mechanical characteristic curve connects the 
speed at constant voltage and torque (Fig. 5.01). 

The magnetic characteristic of a machine is the 
same whether it is running as a generator or motor. 
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125 ^ Speed Characteristics ;—These are 
i.iuves between speed and load, the load being the 
mdependent \arial)le. I'or shunt motors the relation 
lietween the armature reaction and the IR drop deter¬ 
mines whether the motor will speed up or slow down 
with an increase of load. If the magnetization of the 
licld extends abo\e the knee of the saturation curve the 
motor will sloxx- down, while below the knee the motor 
will speed up. A degree of magnetization may be 
obtained which will result in practical!}' constant speed. 

The cumukition compound motor slows down with 
increase of load, because the effect of the scries turn is 
to increase the field. 

The series motor speed is goverened almost entirel} 
by its field. At light loads the speed becomes high and 
the operation of the motor is unstable. 



Speed Characteristii. Curves 

Fig. 5.011. 
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125 B Torque Characteristics:— From the equ¬ 
ation, Torque cur\-es may be constructed showing the 
variation of torque with load current. 

The flux <j) is first to be determined in each case. 
In the case of Shunt Motor is nearly constant. Thus 
torque is nearly proportional to the current. With 
Series Motor <p increases with i and hence torque 
increases as the stjuare of the current, excepting when 
the field becoming saturated, the increase of current doi-s 
not produce much increase of flux. 



Characteristics. 

rig. 5.012. 
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Fig. 5-01 Fig. 5 02 
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MOTOR STARTERS. 

126. Use of a Starter.— 

When a motor is started the back E. M. F. is not 
established at once, and the current I which flows 

E,. 

through the armature is-j^ , where E,, is the impressed 

voltage, and R„ the resistance of the armature. As the 
counter E.M.F., e, is developed, the current diminishes 

E,—e 

in value, as I' becomes equal to —n—. Therefore, 


I is always > F. 

When the motor is running at full-load, the counter- 
E. M. F. is very nearly equal to the impressed voltage. 
The armature conductor, which is intended to carry this 
rated normal current, when the back E.M.F. is developed, 
cannot without over-heating, carry the abnormally high 
current which would flow through the armature conductor 
when the motor is first started, owing to the absence of 
the back E. M. F. 

Thus, a resistance must always be inserted in the 
circuit to cause a drop of potential before the current 

El —R 

enters the armature, and thus allows I = —=—to enter 

Ea 

the armature circuit, where R, is the resistance of 
the starter. As the back E. M. F. is being developed 
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R., which is to be made in several steps, is gradually en¬ 
tirely cut out of the circuit, so that when the B.E.M.F. 
is fully established, the normal current from the mains 
goes straight to the armature. The resistance of the 
■Starting rheostat must not be cut too rapidly. If the 
resistance is cut out more rapidly than the armature can 
speed up, a sufficient counter-electromotive force will not 
lie generated to properly oppose the flow of the current, 
andthemotorwill.be overloaded. In starting a direct 
current motor, close the line switch and move the opera¬ 
ting arm of the rheostat step by step over the contacts, 
waiting a few seconds on each contact for the motor 
speeil to accelerate. If this process is performed too 
quickly, the motor may be injured by excessive current, 
if too slowly, the rheostat may be injured. 

127. To Start 
the Motor, —The 

following directions are 
to be observed in 
.starting a motor:— 

(1) Close the main 
switch. According to 
the method of connec¬ 
tion this will • either 
establish the current 
through the field, or 
will merely bring the 
line voltage up to the 
starting box (Fig. 5.03) 
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(2) Move the rheostat lever to the first contact, 
and hold it there for one or two seconds. 

(i) Move the lever to the .second stud, and hokl 
it there for about one second, an(J so on, until all the 
studs have been passed over and the resistance is short 
circuited. The le\'cr should then be firmly held by 
the retaining magnet. The entire operation should 
not consume more than 15 seconds for motors of 
5 H. P. and lesser output, to .10 seconds for greater 
output. 

128- If the Motor does not start when the 
lever is on the third stuil, open the main switch, and look 
for the trouble. It may be due to one or other of 
the following causes :— 

1. Overload.—The current is very e.xccssive, 

and the safety fuses blow, or the circuit 
breaker opens. 

If there is no fuse nr circuit breaker, the 
armature will burn out. 

Remedy.—Open the switch and reduce the load. 

2. Very excessive friction due to shaft bearings 

or other parts being jammed. 

i. An open circuit somewhere. 

4. A short circuit somewhere. 

5. Wrong connections or complete short circuit of 
field, armature, switch, etc., armature touching ‘pole 
pieces’. 
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0. Field too weak.— Occurs with adjustable 
speed motors. 

No cause of motor trouble is more common than 
simple overloading. Always at the time of installation, 
and occasionally thereafter, an ammeter .should be 
connected into the motor circuit, anil its reading compared 
with the rated current of the motor. Motors are ilesig- 
ned to ilo their work with but little attention. They 
frequently get none at all: belt, commutator, and hearings 
.u'e neglected; adilitional machineiy is put into the shoj) 
■ uul operated from the original motor; and so on—with 
the mex'itable result of overload. 

129. To Stop the Motor-— Open the switch and 
leave the starter arm to set itself automatically at 
the starting position. Never force the automatic :irni 
of any automatic starting rheostat back to off position. 

130. To Reverse the Motor. —In all cases 
I'onsider the interpole circuit as a part of the armature 
circuit. 

(1) .Series Motor.—(a) Reverse the direction of the 
Held current; or (b) reverse the armature current. 

(2) Shunt motor.—(a) Reverse the field current: 
'!■ (b) reverse the armature current. 

(3) Compound Motor.—(a) Reverse both the 
leries and shunt field currents; or (b) reverse the 
irmature current alone. 

131. Iktarting Resistaace.—I n a series motor 
the resistance is connected in series with the 
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armature and the field windings, and, the resistance 
is gradually cut out as the speed increases. 

The starting rheostats used with series 
Motors are usually of the drum type. Low voltage 
releases are not essential on series motors, as an attendant 
is usually near to open the circuit and return the handle 
to the “off” position in case the current supply fails. 
Circuit-breakers, which should be connected in the supply 
leads of each motor, may be depended on to protect 
the armature from excessive current. 

The series-parallel system of control is 
used on street cars, which have two or more motors, start 
and stop frequently, and are often required to run at low 
speeds. Its advantage is in the reduction of losses in 
the starting rheostat, and a correspondingly increased 
operating efficiency. 

In a shunt motor the resistance is in series 
with the armature only, but the field winding is connected 
with the 1st contact stud, and the field circuit is always 
closed through the armature circuit. 

It will be noticed that as the starting resistance is 
cut out of the armature circuit, it is being added to the 
field circuit, so that vHhen the entire resistance is cut 
out from the armature circuit, the field coil current has 
to pass through the whole risistance of the starter. 
See Fig. 5'031. 

132- Liquid Starting Resistance for shunt 
motors are more suitable than wire starter. Therefisacom- 
plete absence of trouble with contacts, which frequently 



DIRECT CURRENT MOTORS 207 

t 

have to be renewed with the ordinary’ wire starters. The 
accelerating current is kept more nearly constant, and 
further they are infinitely moreflexible, inthat, by adjust¬ 
ment of the strength of the liquid used they can be 
adapted for a variety of works. The method is very 
simple, and is always available everywhere. In out of 
the way places, very often, only common salt or washing 
soda, an iron drum, and a piece of iron may be used for 
completing the resistance. It works very well and 
gives no trouble whatsover. The resistance 'may be 
gr.idually reduced, and finally short-circuted by. two 
(Mntacts on the plates and tank respectively, or by 
simply touching the drum with the piece of iron. 

138. Noxvolt and Overload Release.— Suppose 
a motor is suddenly stopped owing to the failure of the 
supply current. The connections to the motor, however, 
remain intact, but the resistances are cut out in the 
starter. Consequently, when the current in the 
mains is again established, a heavy current flows 
through the armature which may thus burn out. Hence, 
a device must be resorted to, so that when the motor 
stops, the starting rheostat must come back automatically 
to the starting position. Such a device is tailed the Dead- 
line Release or -No-voltage Release. 

Again, the load of the motor may be heavily increa¬ 
sed, so that the motor takes excessive current from the 
mains. 0 wing to the heavy current, however, the armature 
may be ofer-heated and finally burnt out. So the motor, 
while working, must be protected from damage by a 
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device called an Over-load Rei.ease, by which the 
arm of the starting rheostat is automaticall)' thrown to 
the starting position when such an undesirable heavy 
current would pass through the armature (fig. 5-04). 



Fig. 5-04. 

The Electrical Connections:—The motor armature 
is represented by M (Fig. 5-04), and the shunt field 
winding by F. Close the switch to start the motor, 
and the rheostat arm A is slowly moved in the direction 
of the dotted arrow until it reaches .the point P. As 
soon as the arm A is moved to the first stud, the shunt 
field winding is connected directly to the mains, and 
the armature to the mains through the resistances 
Rj, Rg, Rj. As the arm is moved the resistances 
Rj, Rg are successively cut out of the armature circuit.. 
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Ill the position shown in the diagram, the resistances 
are left in series with the field winding as they are 
cut out of the armature circuit, and the resistances 
K], K^, etc. are cut off the field circuit when the arm 
A touches the contact point P, R When in starting the 
motor, the rheostat arm is pushed to the right, it is 
held in the running position by an electromagnet, in 
which the winding W is in series with the field winding 
F of the motor. W'hen the lines become dead no more 
current passes through W and F', the electromagnet 
releases the rheostat arm, and the arm is pulled back 
to the starting position by the contracting force of a 
spring, which always tends to bring the arm back to its 
initial position. 

The winding of the electromagnet O, which is 
instrumental in over-load release, is in series with the 
motor armature. The armature of this electromagnet 
IS also held back by a spring. The tension of this 
spring is so adjusted that the lever may be ' moved by 
I prescribed value of the current through O. When this 
value of the current is reached, the movement of the 
irmature of O actuates a small switch which short 
■ircuits the winding W. Thus the electromagnet loses 
ts magnetism, and releases the arm A, which comes back 
o its initial position. 

A corripound motor is started by a similar starter.. 
The series winding and armature are connected as the 
irmature is connected in the shunt motor. 

14 
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DESIGN OF MOTOR'STARTERS 

134. Graphical method for Designing Series 
Motor Starter.— It is bused on the equuldnctuution 
of current on each step of the starting rheostat. 

Let E = the fixed line voltage, 

I„, = the maximum allowable current during star¬ 
ting. 

Construct the rectangle NI,„QP as in Fig. 5-05, in 

which ( NIu.) IS the 
maximum allowable 
current during start¬ 
ing, and (QRi) = 
(E-;-1,„) is the entire 
resistance of the 
circuit, when the 
contact arm of the 
starter is on the 1st 

operating contact. Layoff (NI^) equal to the mini- 
mum current during starting. Determine from the 
magnetization curve of the machine, at some definite 
speed, the armature voltage Eg for the current Ig, and 
the armature voltage E,„ for the current I,,, at this speed. 

Lay off(QPg)= (QP)x-^, and draw the two 

straight lines (Im Pg) and (Ig P). Lay off (Qr) equal to 
the resistance of the motor between terminals, and draw 
<rs)parallel to (QP), and find the point D xf^here (rs) 
intersects {!„ Pg). 
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Then draw the zig-zag line I,,, V,, CVg, FV,. 

If this line does not meet the point D, then the ratio 

I,„ and (QPo) must be altered until the new zi?-zag 
line meets the new point D. Then extend the horizontal 

line C.V, FV.,.until they cut the vertical axis, at 

Kg, R;,, . The resistances of the successive steps 

( resistances between successive contacts ) are then equal 
10 the distances ( R, Rg ) (Rg R:) ). 

For machines working on a straight magnetization 
ciiri'e, the ste]is for the starter would be equal, as the 
line (1„P) would be pirallel to the line (I,„ P^ ). 

135. Graphical method for Shunt motor 
starters:— 

The above method may also be applied to the 
determination of the steps of a shunt motor in which 
case the point P coincide with P„. 

Design of Shunt Motor Starters.— 

136. Analytical Method.— To determine the 
necessary number of steps, and the resistance in each step 
of a motor starter to secure equal current increments, 
.md to prevent these exceeding the increase of starting- 
current above normal-load current, we proceed as follows: 

Let n=number of steps in the resistance; 

rj = resistancein the armature circuit on the first 
stud, including the armature resistance; 

Tg = resistance in armature circuit on the second 
stud, 

»3 = resistance in armature circuit on the third 
stud, 
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r,, = resistance in the armature circuit on the n*'' stud, 
r„+l=resistance in armature circuit on the 

(n+l)“' stud, i. e., the armature resis¬ 
tance =R,. 

I'j = maximum starting current, 

I = normal full-load current, 

V = line voltage, 
e =back E. M. 1'. 

Then, 


V 



The full-load current I is less than the current I j 
which is necessarj- to start the motor with its load, for 
at the start the counter E. M. F. is not developed, and 
jr 

the current I j =-; so we do not allow a verj’ heavy 

*’i 

current which would flow if there were no suitable resista¬ 
nce inserted at the outset, as it is likely to burn out the 
armature. 


When the switch arm is moved to the first stud, 
then, when the machine attains the speed correspond¬ 
ing to the voltage across the armature on this stud, 
a certain back E. M. F. is generated, and the current 
falls to normal value. The value of the resistance when 
the switch arm is moved from one stud to the next 

must be such that the ratio ^ is' constant during the 

whole time the motor is accelrating. Then 

V-e=Ixri, 
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On moving the switch arm to the next stud the current 
should rise to its previous maximum value. 


Then, 


''2 = 


V-e 

I, 


I X rj 


• ''i _ ^1 

■ ■ r2 I 

In like manner the resistances on successive steps satisfy 
the conditions 



and 


rj 

“r„+r 


( i'-)" 


Thus, n log, 0!-- =log, 0(7^) =logi0 ri-log,0 r„+, 

Ml+l 


__^^Sl0**n+1 1 « 

• • logr„Ir-log,or ■’ 


^ logio -logic R„ 
log,o Ii-log, o I ’ 


.( 1 ). 


logioC^) . 

Thus, if there is no alteration in the current in 
moving from one stud to the other, i.e., when 1=1,, 
the numtibr of steps into which the starting resistance 
roust be divided = «c > and the greater the number of steps 
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the smaller will be the momentarj’ increase in current 
in passing from one stud to another. 

1, is-usually taken as 1.5 1, and, 
therefore, r j = — ^ 

If we are given the applied I'oltage and full-load 
current, we can obtain r,. If from this, we deduct the 
armature rcsi.stancc, we get the total resistance of 
the starter. 

Also, — ‘ .-. r,= -i, -. 

r^ I “1, 

From r, subtract the resistance which has 
been found above, and we have the resistance between 
the studs 1 and 2. In a similar manner the resistance 
between the other studs are determined. 

In starters for motors taking from 50 to 100 amperes, 
the starting current is reached in the second stlul, anil 
motors taking larger currents should start when the 
switch comes on to the third stud. The no-load starting 
c urrent does not generally exceed bv more than 50 
pe r cent, of the full-load current. 

Example 14- A 20-B. H. P., 220-volt shunt motor 
takes a current of 76 amperes for running normally at 
full-load. If the maximum starting current has not to 
exceed 114 amperes, determine the nuiriB^, of steps 
required for the starting resistance, and the Resistance of 
each step. The armature resistance equals .18 ohm. 
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Solution:— 

Since ttic starting current is 114 amperes, it should 
attain this value in three steps, i. e., the motor should 
start on the third contact stud. 

On the first contact the current allowed to pass 
through the motor = 38 amperes, so that, the totid 
resistance in the armature circuit 


on the first 


220 , 

contact = —jg = 5. 


8 ohms. 


Similarh', the total resistance in the armature 
220 

circuit on the second contact = = 2.9 ohms, 

7o 


220 

aiul, that on the third contact = -—- = 1.9.1 ohm. 

114 


But the armature resistance itself =^.18 ohm 
••• resistance between contacts 1 and 2 = 5.8—2.9 

= 2.9 ohms: 

.mil, resistance between contacts 2 and 3 = 2.9—1.93 

= .97 ohm. 

Following the method of Art. 136, we now find the 
number of steps and the resistance per step, taking the 
starting current for the first of these steps to be 114 
amperes. Thus— , 

_ V _2^ 

•’^1“ li “ 114 

rn+i = Ra=.18 ohm. 


= 1.93 ohm. 
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_ log fi—log r.n-i _ log 17—log -1 8 
, "t log 1,—log I login—log 76’ 

.27875—1.25527 1.02.15 

” 2.0569—1.88081 “ .1761 ’ 

= 5.8 or 6 say. 

Hence, the starting resistance will be ilivuleil into 6 steps. 
r.,= r, X —j—= 1.9 X =1.27 ohm. 

1 j 1 *5 

r 3 = r,j X --— = ].27 X = .85 ohm. 


t \= rg X —^ = -85 X 


1.5 


= .57 ohm. 


r^=r^x^—=.57 x =-58 ohm. 
rg= r, X -j— = .38 X - ^^^- = .25 ohm. 


rj=Ra.= '18 ohm. 

V. rAistance of the first step = r,—r 2 = 1.9—1.27, 

= .63 ohm. 


/. „ „ second „ =r.jr —, = 1.27—.85, 

= .42 ohm. 

and so on. 

The values of the resistance of steps 1'to 6 are 
.respectively .63, .42, .28, .19, .13, ,07. ohm. 
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Hence, the actual number of steps = n + 2 = 6 + 2 = 8, 
so that the number of contact studs = 8+ 1 = 9, and the 
values of 8 resistances are respectively 

2.9, .97, .63, .42, .28, .19, .13, .07 ohms. 

137. A Graphical Construction —for deter- 
'mining the number of steps and the resistance per step 

Let OB = 1 1 and AO = I. Draw perpendiculars at 
A and B, and make BC = r,. Join C to O, intersecting 
the perpendicular through A in D. Draw DE horizontally. 
ThenBE = r 2 . Similarly, join EO, intersecting AD in 
F, and draw I'G horizontally. Then BG = r 3 , and so on. 
(Fig. 5.06). 
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*138. The Alloys Used for Rheostats and data 
relating to them are given in the adjoining table. 


Material ■ 

Specific Keeis- 
tance in Mic> 
robins ptr cm. 
cube at Oo C. 

Tempprature 
Coefficient 
at 00 C. 

Spi cific 
Gravity. 

Specilic 

Heat. 

Nickelin ... 

jj 

O.OOOJ 

9.0 

0.08 

Rheostan ... 

52 

0.00041 

8.6 

0.097 

Platinoid ... 

40 

0.000.51 

8.6 

0.098 

Kruppin ... 

84 

0.00077 

8.7 

O.U 

Constantan. 

4J 

zero. 

8.8 

0.1 

Eureka ... 

47 

0.000005 

8.8 

0.1 

Iron (pure). 

9 

0.00625 

7.9 

0.104 

Resista ... 

75 

— 

— 

0.1 


*139. To Determine tne Size of Wire Re- 
quired for a Starter : -The time taken to start a 
motor is usually about .iO seconds, and so the loss of 
heat due to radiation can practically be neglected. 

Let I = the average current during the starting period in 

amperes, 

Ij=the current at the first starting point, 

1 2 = tlie current at the end, 

R = the resistance of the starter in ohms, 
d = the diameter of the wire in centimetres, 

■ t =the time of starting in seconds, 

P =the specific resistance of the allo)' in ohms per 
centimetre cube, 

d =the permissible temperature rise' in degrees 
centigrade, 

•Modern Electrical Epgineerlng Vol. II. 







DIRECT CURRENT MOTORS 


219 


<r =thc specific heut of the iilloy, 

I = the length of wire in centimetres. 

Tlien, the rate of generation of heat in calories per 
seconil. 

= 0.24 PR = 0.24 IVx 

TTcl- 

; ^ l.> ... ^ 

= /X —— (I- X specinc gravity x rr x . 

■■■ 0^.5R9x I,"’x^_xt . 

Specific (jraviti’ x<t x.0 

where I,= 

and ft the permissihle temperature rise is about 150" C. 
1‘or shunt rheostats the permissible temperature rise is 
.ihout 100'’C. Taking the emissivity of the wire at 
0.0005 calorie per square centimetre of area of radiating 
Mirface per degree Centigrade difference of temperature 
between the ware and surrountliii}^ air, the necessary 
diameter of wire for the shunt rheostat, is given by 
d= 4/ 2 X I® X p, where I,„=m;iximum shunt current. 

(P. 204 vol. I) 

HO. Speed Control of a Series Motor.— To 

diminish the speed a resistance is inserted in series 
with thj armature, and the field of a series motor. 
To increase the speed a diverter is used in parallel with 
the field coil of the motor. 
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141 ■ Speed control of a Shunt Motor 

The speed of a shunt motor can be variwl 
within certain limits by :— 

(1) Armature control: Changing the resistance of the 
armature' circuit by connecting in series a variable 
resistance of sufficient capacity to allow the maximum 
current to pass through it. 

It is effective, cheap and easily applicable but- 
inefficient, a small change in load causes a large 
change in speed. 

(2) Field control: Changing the resistance of the field 
circuit. This is done by the field rheostat. If the resistance 
of the field circuit is increased, the field current is 
decreased and the speetl is increased. If the field 
resistance is decreased, the fielil current is increaseil 
and the speed is decreased. 

This method is cheap in the first cost and in the 
operation, but is limited in its operation. Both high and 
low speeds are unattainable. 

(3) By changing the reluctance of the magnetic 
circuit, which is secured by changing the length of the 
air-gap between the pole and the armature. 

The operation of such motors is satisfactoiy, but 
expensive in construction and somewhat complicilted 
in operation. 

(4) By changing the electromotive force applied 
to the armature terminals:—(a) When the change of 
the voltage is made in steps, (b) When the range of 
voltage is continuous. 
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(u) Multiple Voltace System: Voltage 
CHANGED IN STEPS. It requires'several supply mains 
having different voltages. The three-wire system may 
he used (Fig. 5-07), the fiekl coils are connected to the 
mains gh’ing the maximum \oltage, and thus the 
maximum flux is obtained. The armature is connected 
.tcross the mams having the lower voltage.' The speeil 
may be increaseil by inserting resistance in the field 
coil circuit, and when the speed has been doubled 



Fig. 5-07 

the armature is connected across the mains giving the 
higher voltage, and all the resistance of the field coil 
circuit is cut out and the speed may be once more 
gengfally increased by reducing the field excitation by 
means of resistance. 

This method is highly efficient. 

(b) Ward-leonard System ; Voltage Range 
coNTiNubus.—Use a separate generator with (i) each 
adjustable speed motor, and to vary the excitation of 
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the generator so us to vary the voltage applied to the 
motor terminals use (ii) a constant speed motor 
which drives (iii) a generator. The generator supplies 
current to the armature of the variable speed motor, 
the field of which is joined to the constant potential 
circuit. For slow speeds the field excitation of G 
(Fig. 5.08) is reduced, to increase the speed, the field 
excitation of G is increased. To reverse the motor 



Wartl'Leoiard System. 

Fig 5-08 

reverse the excitation of G. The whole control is handled 
bv means of a small field circuit rheostat. 

The efficiency of this sj'stem is the combined 
efficiency of the three machines, w’hich is, therefore 
usually low. 

Its initial cost is high and operating efficiency 
low, but continuous variation of speed is obtained over 
the widest possible range. So it is used only where 
such variation of speed is necessary as is usual in 
printing presses. 
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H2- Speed Control of a Compound Motor.— 

To reduce the speed, ii resistance in series .with the 
.irmature is usetl. 

To increase the speed, a resistance in scries with the 
shunt turns, or a resistance in parallel with the 
series turns is to be used. 

See that they run almost sparklessly with fixed 
position at all loads. 

•143- Care of Motors- —All motors should be 
regularly inspected and the following points noted :— 

(1) Bearings filled with proper quantity of oil. 

(2) Brushes securely held in proper non-sparking 

position. 

(3) Brushes fit properly. 

(4) Commutator smooth and clean. 

(5) Commutator not worn in grooves. 

(6) Air-gap true. 

*144. Inspection and Erection- —Inspect the 
following. 

(1) Base bolted down. 

(2) Bearings clean and filled with oil. 

(3) Bearings lined up. 

(4) Magnet frame bolted to base. 

(5) Field coils secured in place. 

(6) Field coils tested for open circuit, wrong 
connection, and polarity. 

(7) Armature in place. 

(8) Air gap adjusted. 

* H. Pender. 
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(9) Measure resistance of armature ami field. 

(10) Measure insulation resistance. 

(11) Brushes properly fitted and spaced, and 
pressure adjusted to about 1.5 to 2 pounds 
per brush. 

(12) Commutator smooth and true. 

(13) Substantiid connection of field circuit. 

(14 Field adjusted for correct direction, of rotation. 

(15) It must be protected from moisture. 

Temperature rise of Motor.— 

145> Heating and Cooling of Bodies*— 

The energy, lost in a machine, is converted into heat. 
The rise of temperature will depend upon (1) the 
capacity of the miterials, (2) the facility for r.idiation 
or dissipation of heat. The temperature will cease 
to rise when the rate of generation of heat is equal 
to the rate of dissipation. The temperature will be 
constant when the heat generated is equal to the he.it 
lost per sec. (Vol. I. P. 203). 

Let Q=heat generated per second, 

S=specific heat of substance, 

M = mass of the body, 

A = radiating surface, 

a = coefficient of cooling, or the emissivity of the- 
surface, 

0 = temperature of body in degrees Centigrade, 

= temperature of surrounding medium in degrees 
Centigrade, 
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T,.=excess temperature at the given moment after 
t seconds of loading = 6 —6,, 

T| = the limiting temperature rise. 

I- Heating of the Body.— In a time dt the temper¬ 
ature rises by dT,. degrees, the heat liberated amounts 
to Qdt, and the body absorbs SM dT,.. The heat 
ilissipated=Att T, dt = rise of temperature after t seconds 
of loading. 

.-. gdt = SMd T„+Aa T„ dt. 


dt =- 


SMd T,. 


g-AaX,. 
Assuming 6 = 6, \vhcnt = 0 
[t f6 


dt = SM 


dT,. 


g-Aa t; 


Q 


••• T„=-^n 

o A 




• 0 ) 


which represents the equation to the heating cun'e. 
When t= «C 


T. • 



( 2 ) 


This is the limiting temperature rise of the body. 

If the temperature continued to rise, as at the first 


instant, the limiting temperature rise T(= 


be reached in a time T= 


S M 
a A 


seconds. 


—would 
a A 

The ratio is a 


constant ¥or the body. It is the ratio of the heat 
stored to the rate of radiation. 

15 
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T is called the TIME constant of the body. It is 
the time in which the temperature would rise to the 
final steady value, if no heat were given out to the 
surrounding atmosphere. 

The heating equation can then be written 

■’). 


This is very similar to the formula for the rate of 
growth of current in an inductive circuit, when a P. U. 
, . . L . 

is suddenly applied in which-^-is called the time cons¬ 


tant of the circuit. 


Example 16.— The final temperature rise of a motor 
is 50®C. If after 1 hour from the start the temperature 
rises to 30®C, what is its temi)erature time constant ? 
Solution:— 

By eqn. (3), we have— 

i 

30 = 50 (1—e~ 1). 


= 1 - 


30 


50 


- = 1—0.6 = 0.4. 


' 1 
e" = 


0.4 


-^ = log, (2.5)= .916 


T= 1.09 hours. 
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II. Cooling of the body. —In this case no 
heat is developed. Hence, Q = 0. 

0=SMd Te +AaT, dt. • 

If the temperature is <l> degrees when t = 0, 
t « 

j dt=-SM 

0 4 ‘ 

.'. T|. = 6 —= (ij)—gj)( , 

which is the equation of the cooling curve. 

If =(0-g,)t= «C = 

that is, if the temperature at the beginning of cooling is 
equal to the limiting temperature at the end of the 
heating period, the equation of the cooling curve is the 
same as the variable part of the heating equation, but 
with the sign changed. Hence, the heating and cool¬ 
ing curves are of the same logarithmic shape, but one 
is turned upside down with respect to the other.' 

146. Application to Over^Loads. —Let the 

maximum permissible temperature be T,. Then, in the 
I ase of continuous rating of the machine it is meant that, 
the load can be applied continuously with the maximum 
>ise Tj, and that if a greater load is applied T, is 
reached sooner. 

If T, be the final excess temperature which would 
be reached if the heat supply Q were maintained long 
enough we have, Q = TfAo 


t dT , 

j f; 
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T[Aa(lt-T, Aadt = SMdT,, 


or dt (Tf—Ti) 


SM d T, 
A a 


T d T, 


J T, 

or dt=T. - ^ ■ 

and intigrating botli sides 

t = — T log (T, — T,.) + a constant 

\vhent = 0 we know that T,.=0, so that the constant 
must he T log T, 

t=-Tlog(T,-T„)+TlogT, 


If the rate of heat production is increased m times 
we have Tf = m T,, 


t m=T log- 


_m T,._ 


= Tlog 


m 

m-i 


T 

Ifweputt = T we have log=—^=- = 1 

If—1,. 

or T=0.633 Tf. Hence the time constant is the time 
taken to reach 0.633 of the final temperature rise. 

Example 16. —The temperature time constant of 
a motor is 2 hours. Calculate how much the heating 
rate may be increased if the load is applifcd for 30 
minutes only. 
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Solution.— 


.5=2 1o&^'"—= 4.606 log,„ 


m— 1 


=untilog-1085 = 1.285 

m — 1 

.-. m=4.51. 

i. c., he;it may be developed at 4.51 times the 
normal rate. 

147. Intermittent Loads. —When the cooling 
time constant is known, we can find the rating under inter¬ 
mittent loads. If the machine is run before it has 
cooled down to the temperature of the air, a high 
temperature will be reached in the same time, though 
the temperature rise will be less. This cooling time 
constant is three to four times the heating time constant 
•md if the machine is stopped, the time constant is 
further increased, for the ventilation, which always helps 
to bring down the temperature while the machine is 
running, is practically stopped. 

Example 17.—The final temperature rise of a motor 
under normal full-load is 50«C. Its heating time 
constant is 2.5 hours, and cooling time constant 7.5 
hours. A load which ciiuses heat to be developed 
.it double the normal rate is applied for 1 hour. The 
motor is then allowed to cool for 4 hours, and the same 
load is* again. applied for one hour. What will be the 
temperature rise at the end of the last hour ? 
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Solution;— 

Since the heat is developed at twice the normal 
rate, we have, hy eqn. (4) 

t,=2T, (1-.'^') 

=2x50x (1-2.718‘‘"’) 

= 33« C. 

Hence, by eqn. (5), after 4 hours’ cooling 

_4 

ti= 33xe’''=33x.886 = 29.2® C. 

This temperature rise, reached under double load in a 
time t from the first start, is given by 

29.2=2x50 (1-2.718'*') ... [Eqn. (4).t 

or, 2-718‘*'=.708 
••• t= .86 hour. 

Hence, when the load is again applied for 1 hour 
the temperature rise will he as if the load remained for 
1.86 hours from the start. Thus, the final tem- 
perature rise, 

uu 

• ti=2x 50 (1-2.718‘*■') ... [Eqn. (4).] 

= 1000 X. 525 
= 52.5® C. 

Exetelus. 

I 

1. Give the diagram of connection and approximate 
ohmic values of the resistance required for a C. C. 
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motor starter, 10 h. p., 220 volts. (A. M. I. E. E., 
1914. Design E. M. and A., 2nd paper). 

2. What is the purpose of a “no-voltage” release 
attached to a continuous current motor starting switch ? 
Make a sketch of such a device and its connections, and 
explain briefly how it operates. (Grade II., C. G., 1913). 

3. Explain and show by a diagram the relation 
of speed and torque to the current in series, shunt and 
compound continuous current motors. (Grade II.,. 

G. 1912). 

4. A continuous-current shunt motor is supplied 
■It constant voltage. What fixes the speed at which it 
will run, and upon what does the current it will take 
depend. (Grade II., C. G. 1914). 

5. For the frequent stopping and starting, essential 
to urban and suburban tramway or railway service, what 
type of continuous-current motor is in general use and 
why ? (A. M. I. E. E., Elec. Trac., 1st Paper, 1914). 

6 . If a motor of 10 h. p. has an efficiency of 85 
per cent., and runs at full load for 12 hours continuously, 
how many Board of Trade units will it use ? (Grade 
11., C. G., 1916) 

7. How would you determine the efficiency of two- 
e.xactly similar motors of large power, under full-load 
conditions, if the supply of power available was small ? 
Describe the test with diagram of connections. (Grade 
lb, C. G., 1912). 
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8 . Show how yoli would lest the efficiency of 
two continuons'current generators of the same rating by 
circulating the power between them. Make a diagram 
of the connections, showing all necessary instruments. 
If two 500-k.w. 500-volt machines are tested near full 
load and have an efficiency of 92 per cent, how many 
amperes at 500 volts will be reciuired from an e-vlernal 
source to carry out the test? Suppose that no extra 
current at 500 volts is available, but only engine-driven 
■generator capable of giving 1200 amperes at 100 volts, 
how would you conduct the test? (Grade II., C. G., 
1917). 

9. Find an expression for the force on a conductor 
carrying a steady current in a magnetic field. Hence 
find the torque on an armature carrying a total of 25,000 
ampere conductors, the diameter of the core being ,16 
inches, the length 12 inches, the polar arc 70 per cent., 
and the flux-density in the gap 6,000. 

(London. Univ., El. Tech., 1912). 

10. A six-pole lap-wound motor has poles 20 cm. 
Square and a constant flux-density in the gap of 5,000. 
The armature is wound with 500 wires having a total 
length of wire of 24,000 cm. and .07 square cm. area. 
Find the speed of the motor with 100 volts on the 
terminals and 120 amperes in the line. (Lond. Univ. 
■El. Tech. .1912). 

11. Describe the various methods which have 
been used in practice for obtaining a wide range of speed 
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in a continuous current electric motor. Discuss the 
advantages and disadvantages of each method from the 
jjCint of view of (a) efficiency and (b) convenience. 

(Lond. Univ., El. Tech. 1913). 

12 . I'rom the following data relating to a 6-pole 
motor calculate the brake horse-power when the armature 
(virries a current of 300 amps. Of the total power 
ilevelopeil by the motor, 2.5 per cent is absorbed in 
overcoming the friction and iron losses. 

Hux entering the armature per ])ole = 6 megalines. 

Total number of armature turns ... = 600. 

Number of armature circuits ... = 6. 

Speed of armature in K. P. M. ... = 400. 

13. A 10-H. H. P. 220-volt motor takes 40 am¬ 

peres at full load. If the maximum starting current 
has not to exceed 60 amperes, calculate (1) the number 
of steps into which the starting resistance must be 
dii’ided, anil (2) the value of the resistance of each step. 
Resistance of armature brushes and briish loads = .025 
of an ohm. ' • ' - 

14. A 20-B. H. P. 440-volt shunt-wound motor 
lequii-es a current of 42 amperes when running normally 
•It full load. If the maximum starting curreiit has not 
to exceed 60 amperes, determine (1) the number of steps 
required for the starting resistance, and (2) the resistance 
of each step. The armature resistance = .025 of an ohm. 

t 

15. The armature core of a 4-pole motor has 41 
slots, e.ich containing 24 conductors. At full load the 
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wave-wound armature takes 25 amperes at 450 volts, 
and a flux of 25,00,000 maxwells enter the armature 
core per pole. What torque is developed at full load ? 

16. , If the above armature revolve at 800 rev. per 
min., determine the horse-power developed at full load. 

17. From the following name-plate data of a shunt 
motor determine its regulation and full-load efficiency: 

H. P. = 100, Volts. = 220, Amperes = 300, 
K. P. M. = 550 at no load, R. P. M. =500 at 
full load. 

18. A 20-h. p., 220-volt, 1000-r. p. m. shunt 
motor has an efficiency of 88 per cent. The voltage 
drop in the armature circuit is 4 per cent, and the excit¬ 
ing current is 1. 4 per cent, of the full-load current. 

(a) Find the full-load current in the line, the 
armature current, the resistance of the armature circuit. 

(b) Find the torque developed at the driving 
pulley at full-load. 

(c) Specify the starting resistance to keep the 
starting current down 1.25 times full-load current, and 
what will be the starting torque under those conditions ? 

(d) Would this same starting resistance be suit¬ 
able for all 120 volt, 30-h. p. shunt motors, no matter 
of what speed ? Give reasons. 

(f) What would happen if the 30-h. p. starter 
were used for the 10-h. p. motor and the 10-h. p. starter 
for the 30-h. p. motor? 
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19. A 20-h. p., 220-volt, lOOO-r. p. m. series 
notor has an efficiency of 88 per cent. The voltage 
Irop in the armature is 4 per cent, and in the exciting 
oils is 1.5 per cent. 

(a) Find the full-load current in the line, the arma- 
ure current, the resistance of the armature and that of 
he field coils. 

(b) Find the torque developed at the pulley at 
nil load. 

(c) Specify the starting resistance to keep the 
tarting current down to 1.25 times full-load current 
nd what will be approximately the starting torque 
inder these conditions. 

20. If the shunt motor of Exer. 18 is connected 
\ ith a starter and is protected by suitable fuses, what 
\ ill happen: 

(a) If the starting arm is moved over too rapidly? 

di) If the field coil circuit is open ai d an attempt 
s made to start the motor? 

(c) If the field coil circuit breaks while the motor 
s running on no load ? 

(d) If the starter has a no-voltage release and the 
'eld coil circuit then breaks while the motor is running 
111 no load ? 

t 

(e) If there is an instantaneous overload of lOO 
:’er cent. ? 
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(f) If there is an overload of 50 per cent, for 
some time ? 

(g) If the torque of (he load is increased 50 })ercent 
" hat is .approximately the current taken from the line, 
also the speed of the motor and the output? 

21. If the series motor of Exer. 19 is connected 
up with a suitable starting resistance, and is protected 
b}’ fuses and belted to the load, what will happen: 

(a) If the field coil circuit is ojien and an attempt 
is , made to start the motor ? 

(b) If the field coils are short-circuited and an 
attem[)t' is made to start the motor? 

(c) If the field coil circuit breaks while the motor 
is running? 

(il) If the belt breaks ? 

ob(e) If the torque of the load is increased 50 per 

. cent.,. 

what is appro.ximately the current taken from the line, 
also the speed of the motor and the output? 

(f) If the load on the motor is increased 50 per 
cent, what is approximately the current taken from 
the line, the torque developed and the speed in terms 
of the values at full load ? 

I 

22. If the shunt motor of Exer. 18 is carrying 
full load and a resistance of 0.05 ohm is inserted suddenly 
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in the armnture circuit, the torque ofthe load remaining 
constant, find; 

(a) The back e. m. f. at normal load and speed. 

(b) The armature current immediate!)- titer the 
resistance has been inserted. 

(c) The tor(]ue rlexeloped at the same instatjt. 

(d) Explain \vh\- the speed drops, also what 
hai)pens while conditions are becoming steady. 

(e) What is the final speed of the motor ? 

23. A 20-h. p._, 220-volt, lOOO-r. p. m, shunt 
motor has an efficienc)- of 88 per cent. The voltage 
dro|) in the armature circuit is 4 per cent., and the 
i.-xciting current is 1.4 per cent, of the the full-load 
current. 

(a) Find the full-load current in the line, the 
.irmature current, the resistance of the armature circuit. 

(b) Find the tonjue developed at the driving 
pulley at full load. 

(c) Specify the starting resistance to keep the 
starting current down to 1.25 times full-load current; 
what will be the starting torque under these conditions ? 

(d) Would this same starting resistance be suitable 
for a 220-volt,20-h. p. shunt motor ? 

(e) Specify the starting resistance for a 10-h.p., 220- 
volt shunt motor to give 1.25 times full-load torque. 
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(f) What would happen if the 20-h. p. starter were 
used for the 10-h. p. motor and the 10 h. j). starter for 
the 20-h. p. motor? The motors are protected by fuses 
and it is necessary to develop the full-load torque of the 
motor at starting. Compare results with Exer. 18. 

24. A 20-h. p., 220-volt, 1000-r. p. ni. series motor 
has an efficiency of 88 per cent. The voltage drop in 
the armature is 4 per cent., and in the exciting coils is 
1.5 per cent. 

(a) Find the full-load current in the line, the 
■irmature current, the resistance of the armature and that 
of the field coils. 

(b) Find the torque developed at the pulley qt full 

load. 

(c) Specify the starting resistance to keep the 
starting current down to 1.25 times full-load current and 
what will be approximate!)' the starting torque under 
these conditions. Compare the results with those of 
Exer. 19. 

25. A 20-h. p., 220-volt, 900-r. p. m. shunt motor 
has an efficiency of 87 per cent., and the resistance 
of the armature circuit is 0.05 ohm. 

(a) If the speed is reduced to 500 r. p. m. by 
means of a resistance in the armature circuit, the torque 
being constant, what is the value of the resistance, the 
loss in the resistance, the output of the moto^ and the 
overall.efficiency ? 
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(b) Why does the motor run hotter than on normal 
load ? 

(c) If the torque is reduced to half full-load value, 
the external resistance being unchanged, vvb tt is the 
approximate speed of the motor ? 

26. If the armature of the 20-h. p. motor in 
lixer. 25 is rewound with twice the original number 
of turns, the wire being of half the origimJ cross-section, 
what will be the speed on full load, the permissible 
armature current and the permissible output ? 

Explain why this motor with 10-h. p. load will 
be hotter than the original machine with 20-h. p. load. 

27. A shunt dynamo when operated as a generator 
It 900 r. p. m. delivers 200 amperes (armature) current 
at a terminal voltage of 220. The resistance of the 
armature circuit is 0.05 ohm. Calculate the speed at 
which the armature rotates if operated as a motor, the 
■irmature current and the field excitation being the same 
.;s in the generator. 

28. A 4-pole, wave-wound shunt motor is operated 
-'ll a 220-volt circuit. Armature slots = 47, conductors 
Her slot = 20, comrautator.-bars = 141, flux =1,660,000 
maxwells per pole. Neglecting armature resistance, 
iind the speed of the motor. 

29. The armature of a 6-pole continuous-current 
motor is 10 inches long and 24 inches in diameter. The 
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face of each pOle shoe is 10 inches X 11 inches. The 
arm.iture is lap wound and consists of 600 conductors. 
The average flux ilensity on the face of the poles is 
48,000 lines per square inch. Find the force acting on 
the armature when the total input to the armature is 
300 amperes. 

30. A 220-volt shunt motor has a no-load injiut 
of 25 .impcres, and a full-load input of 700 ; amperes 
when operated at 500 r. p. m. Armature resistance 
=0.0075; field resistance=40. Find the speed regula¬ 
tion of the motor. 

31. You have got a 10 B. H. P. motor of 110 volts 
at a place where the line voltage is 220, anti a 10 B.H.P. 
motor of 220 volts where the line voltage is 110. State 
what you will do in each aise to nm the motor, and 
show the relation of speed, torque and efficiency in 
each case. 

32. You have a small electric fan running at 1'3 
volts but the line voltage is 220. What will you do to 
run the fan ? 



CHAPTER VI 


ALTERNATINQ CURRENT 

148. Alternating Current. -An altematc current 
or E. M. F. is a current or E. M. P'. which when plotted 
.igainst lime in reetanf;ul,ir co-ordinates consi.sts of 
half-waves of ecpial area in successively opposite 
directions from the zero line (Fig. h-Ol). 



149. Alternating Current vs. Direct Cur¬ 
rent- —(1) The alternating current reduces the cost of 
transmission by the use of high voltages which diminish 
the amount of copper in the line, when the distance over 
w hich the power to be transmitteil is large, as the pressure 
can be altered conveniently, cheaply and efficiently by 
means of static transformers, which have no moving parts, 
require little attention and have high efficiency; the 
continuous current, on the other hand, involves the use 
of moving-machinery for the purpose. 

(2) In the alternating current system, the generators 
and meters are extremely simple. The commutator, 
which makes the direct current system more unreliable 
16 
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than the alternate current system, is eliminated, and in 
consequence, the machine is made cheaper, the danger 
of break-down is lessened, the exact position of the 
brushes is made immaterial, and the risk of the 
attendant 'being fatally injured is reduced. 

(3) Having stationary armature and revolving 'fiehl 
magnets, the portion of an alternator subject to high 
pressure is relieved from the mechanical stresses 
incidental to a revolving body, and the liability to break¬ 
down is thereby greatly diminished. 

J (4) As regards transmission of current, it possesses 
the advantage that if le.ikage takes place there is lesser 
ilanger of electrolytic action ensuing in connection with 
underground pipes and structures. 

Electric welding by certain processes is better ilone 
by alternate current. 

Foi lighting, and factory driving each has its 
advantages and disadvantages. 

For heating there is very little difference between 
the two. 

Disadvantages :— The alternate current is. 
not as suitable as direct current for distribution. The high 
pressure requires more efficient insulation and is dangerous 
to life. Idle current is absorbed in high pressure circuits. 
There is some difficulty in running alternators in parallel on 
the mains, specially in case of a breakdown. For variable 
speed motors, the direct current system is more suitable. 
The alternate current cannot be used directly for many 
purposes such as electroplating, electro-chemical works, 
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charging storage batteries, etc. It Joes not admit the use of 
.1 battery so readily ami conveniently as direct current. 

150 Graph of Alternating Current Electro^ 
motive Force- 
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centre O and radius OP equal to r. Draw a horizontal line , 
OX in a line with AB and call it the time base. Distances 
measured along the time base from 0, may represent 
time or distances moved by P rounil its circular path 
from the beginning of measurement. The maximum 
height is OP, and thus OP and OP' are the maximum 
heights, crest or peak points of the sine curve which 
represents the growth, fall and reversal of the e.m.f. 
or current. The perpendicular height of P above or 
below AB ilcpcnds upon the angle such that P.X is 
always e(iual to OP sin or r sin 9. Complete the figure 
as in the diagram. Thus the divisions of the straight line 
may be taken to represent the time or proportional to the 
angles made hy the radius with its first position in its 
revolution round the centre O. 

Hence the e.m.f. or current generated at any position 
of the point P is directly proportional to sin 0, and as 
OP is a constant the e.m. f. or current is directly propor¬ 
tional to H. 

Thus the various values of the e.m.f.. or current are 
represented in the sine'curve by the perpendicular heights 
on the time base or line O' X. 

The ideal pressure or current curve from an alter¬ 
nator is sinusoidal. Commercial alternators do not 
generate true sinusoidal pressures; there is (jistorsion, 
but the curves closely approximate sine curves, and as 
such, they can be treated with relative simplicity, the 
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harmonics jiresent are relatively weak compared with 
the fundamental. 

151. Properties of Alternating Current- 

Cycle. —When a current rises from Aero to a 
maximum in one direction and comes rlown to zero, and 
again rises to a maximum in the other direction, and 
linally passes through zero again, it is said to have 
completed one Cyci-E. That is, it completes a cycle 
when it has returned to the condition from which it first 
started both as to v.due and as to direction, and is pre¬ 
pared to repeat the process described, making a second 

cycle. It takes two alternations to make one cycle. __ 

is frequently used to denote a cycle. A cycle is often 
referred to as .160 Electrical Degrees or one 
electrical revolution. The circumferential distance from 
the centre of one pole to that of the next pole of the 
sime polarity is referred to as .160 M.w'.netic Degrees. 

The maximum value of the current strength peached 
during' the cycle is called the Amplitude of the 
current. 

Frequency or Periodicity- —It means the 
number of cycles completed in a unit time, i. e., in one 
Second. It is denoted by f, and m the angular velocity 
2 

is equal to -^ = 2’r/l The time of one cycle .is called 
Period and is denoted by T. 

To lind the frequency of the pressure or the current 
produced by any alternating-current generator, if R.P.M. 
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be the number of revolutions per. minute, anil p the 
number of pairs of poles, then 

R.P.M. 

^-P 60 ' 

Time need not be counted from the instant a current 
or voltage passes through zero. 

Reactance (X). In a simple alternating current 
circuit, the reactive component of the impedance, (see 
P. 250) as distinguished from the active component, 
resistance. Reactance may be divided into two species 
of mutually opposite signs, namely INDUCTIVE' 
Reactance or that species of Reactance, developed 
in an inductance, 2jr/L, and Condensive Reac¬ 
tance, or that species of rectance developed in a 
condenser, l/2iiC. The unit of reactance in the practical 
system is the ohm. (Vide chapters VII and VIII.) , 

Phase. —The curves of the pressure and the current 
in a circuit can be plotted together, with their respective 
ordinates and common, abscissae. When the zero and 
the maximum values of the current curve will occur at 
the same abscissae, as do those values of the pressure 
curve, the current is said to be in phase with pressure. 
(Fig. 6.03). 

Syochronism means the simultaneous occur¬ 
rence of any two events. Two alternating currents 
.or pressures are said to be “in synchronism” when they 
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have the same frequency and are in phase. 



When the current will reach a maximum or a zero 
value at a time later than the corresponding values of 
the pressure, the current is said to be out OF PHASE 
with, and to lag behind the pressure, (Fig. 6.04). 



Fig. 6.04. 

But'the current is said to lead the pressure when it 
reaches the zero or maximum value sometime before the 
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corresponding value of the pressure, (Fig. 6.05). 

When a curve has its zero ordinate coincident with 
the maximum ordinate of the other, there is a displace¬ 
ment of a quarter cycle f4' = 90®), and the curves are 
said to be at right angles or in quadrature. 



Note (1) that in phase means the simultaneous 
zero values and the simultaneous maximum values of 
the current and pressure of the same sign. 

(2) that the current is out of phase with the 
pressure when it either lags or leads, and thus the 
current is not in synchronism with the pressure. 

(3) that the current always lags owing to the effect 
of inductance, and leads due to the effect of cSipacity; 
whereas in an ideal circuit containing resistance only, 
the current is in phase with the pressure, i. e., it 
•does not lag nor lead. 
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The angular displacement or phase difference mea¬ 


sured in degrees 



is the distance 
between ■ the or¬ 
dinate of one 
sine cun-e and 
the correspond¬ 
ing zero ordinate 
of another. This 
angle of lag or 
of lead is usually 
represented by 
(l'ig.6.06). It will 
be seen hereafter 
that the power 
in an alternating 
current circuit is 
determined by 
multiplying the 
volt amperes by 
the cosine of 
this angle. 


Fig. 60.6. 


In Fig. 6.07 the current and the pressure are in 
opposition. It means that the phase difference between 
current and pressure is 180°. 
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Distribution Constant: —This is the ratio of the 
vector sum to the algebraic sum of the pressures generateil 
per pole and per phase. 

The Impedance (z) of a circuit is the ratio of the 
difference in effective pressure between the two ends of the 
conductor to the effective current flowing through the con¬ 
ductor. (For effective pressure and current. Vide P. 254). 

1S2. Synchronous Impedance Curve and Syn^ 
chronous Impedance. —The synchronous impedance 
curve shows the relation between the various values 
of the field current or excitation ampere turns, or armature 
voltage, and the armature current, when the armature is 
short circuited, so’that the only condition that limits the 
current for a given voltage generated is called THE 
Synchronous Impedance of the armature. 

The synchronous impedance materially differs from 
the impedance of the arm-ature when the ^machine is 
standing still. 

It is determined by short circuiting the armature 



ALTERNATING CURRENT 


251 


through ammeters and operating at full frequency at 
various values of the field current. Only fractional 
values of normal excitation are used. (Fig. 6'08). 



Fig. 6-08. 

Synchronous impedance is used as a basis for the 
predetermination of the regulation of the machine; 
thereby the trouble and expense of an actual test of 
regulation under full load is avoided. 

The synchronous impedance of an alternator aima- 
' lire is very nearly equal to the Synchronous Reactance 
' 'f the armature. 

158. The synchronous reactance of a generator is 
the equivalent reactance which would produce the same 
effect as the armature leakage reactance and armature 
reaction combined. 

The fe.M.F. required to overcome Impedance is 
E = 1Z. 
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In the case of direct current Z = Ir. 

.IS*. The Effective or Alternating Current 
Resistance of any ])ortion of a circuit, to an alternating 
current, is the quotient of the average rate P,, at which 
heat is developed by this current, either directly in the 
substance through which it passes, or indirectly as a 
consequence of the hysteresis and eddy current losses 
produced by its magnetic field, divided by the square of 
the effective value I of the total current (conductance 
plus displacement or the charging current) through this 
portion of the circuit. 

Pi, watts absorbed bv coil 
1 . e , r=- - -=--. 

H (Current)-*. 

Calling .V the effective value of the potential difference 
across the given portion of the circuit, the effective 
conductance G of this portion of the circuit is 



In general, both r and G depend upon both the 
frequency and the wave-shape of the current and 
voltage. (H. Pender). 

It is greater than the ohmic resistance, as it is that 
value of resistance which represents the total energy 
loss, and' as such, includes in addition to the ohmic 
resistance, the effect of any other sources of lost 
energy, such as iron losses in a magnetic circuit di¬ 
electric losses, and induced currents in a neighbouring 
circuit. 
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This effective resistance produces a potential drop 
which is in phase with the current. The simplest 
method of determining it is from the relation, W = r‘‘R, 
where W = watts measured with a wattmeter. I = current 
i.nnperes), and R = alternating-current resistance (ohms). 

The current density over the cross section of the 
conductor is a minimum at the centre increasing to a 
maximum at the periphery. In a solid conductor of 
large cross section the current is confined almost 
I'litirely to an outer shell or skin. The SKIN Effect 
Eactor is the number by which the resistance of the 
circuit to a continuous current must be multiplied to 
gi\e the effective resistance to an alternating current. 

1S5. To Prove that the Effective Resi»tance 
is Greater than the Ohmic Resistance we proceed 
IS follows.— 

Let R = resistance of a Conductor, 

I = The current flowing through the conductor. 

Then, the copper loss in this conduct or=PR. 
Divide the conductor into two equal parts, the resistance 
of each part being 2R. 

Now if the densit\' of the current is uniform, the 

2 

x2R+^-^^ x2R=PR. 

If the current density is not uniform, as happens' 
in the case of effective resistance, the resistance of 
each part ^ being 2R, the currents in the tw’O parts 

■'•'■2 ^°tal current- 


lotal losses are 


(i) 
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remains the same. 

( I I'\2 /I r\2 

+ x2K. 

= I2R+r^K. which is greater than PR. 

1S6. Equivalent Resistance, Impedance and 
'Reactance.—In .alternating current circuits it is some¬ 
times convenient to consider a motor or other load deve¬ 
loping a back E. M. F. equivalent to a single resistance 
or reactance. 

Let P = the total power taken by the load, 

V = the voltage between its terminals, 

I = the current. 


The Equivalent Resistance=R= 


P_ 

P 


The Equivalent Impedance=Z = 


The Equivalent Reactance=X= \/ —R^ 

The difference between the effective resistance and 
the equivalent resistance, although not always observed, 
is that the first takes into account only the power 
dissipated as heat, whereas the latter takes into account 
the total power of which only part is heat, the rest 
being converted into some other form, for example, 
mechanical power. 

157. Virtual Volts and Amperes.— As described 
above, the E. M. F. of an alternator is continually rising, 
falling, and reversing, and the current in the circuit 
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must rise, fall, and reverse in sympathy (though not 
necessarily in step) with the E. M. F. 

The maximum points of the pressure or current 
.ire only at these maxima for comparatively short 
perioils. An alternating E. M. F. of, say, 100 volts, 
must at some instants be considerably above or below 
100 volts, and at other instants be zero. 

The Virtual value is equivalent to that of a direct 
li. M. F. or current which would produce the same 
effects, and those effects are taken which are not affected 
liy lapid changes in direction and strength: in the case 
of E. M. F. or pressure—the reading on an electrostatic 
voltmeter; and in the case of current—the heating effect. 

Thus, A VIRTUAL E. M. F. of 100 volts is one 
that would produce the same deflection on an electro¬ 
static voltmeter as a direct or continuous E. M. F. of 
100 volts: and A virtual CURRENT of 10 amperes 
IS that current which would produce the same heating 
effect as a continuous current of 10 amperes—in some 
kind of electric heater for example. But both pressure 
mil current will be continually vaiyung above and below 
these values. 

The virtual value of an alternating E. M. F. or 
current having a sine-wave form is .707 of its maximum 
\ alue. 

Thus, a virtual alternating pressure throws more 
-train on the insulation of a circuit than a continuous 
• ircssure of'the tame value. 

1S8. Method of Deriving Virtoal or Effective 
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values of E. M- F and 
Current— In the alternat¬ 
ing current system a current 
of such instantaneous 
values as to ha\'e the same 
heating effect in a con¬ 
ductor as one ampere of 
direct current is saiil to he 
one amiiere. 

The heat produced in a 
conductor carrying current 
is [jroportional to the S(|uarc 
of the current, and in an 
alternating current, whose 
instantaneous current values 
var)-, to the square of the 
instantaneous current value. 
Hence, the average heating 
effect is proportional to 
the mean of the instantane¬ 
ous currents. 

The average current of a 
sinusoidal wave of alter¬ 
nating current, whose ma¬ 
ximum value is I,„, is equal 
to the area of one lobe of 
the curve divided by its 
base line*". 


Fig. 6.09. 
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If I,^ = aver- 
.if^e value of 
the current, 

!■;„ = average 
value of the 
i:. M. F, 

maxim- 
1,111 value of 
llie current. 

!■: = maxim- 

* ■'111 

mil value of 
llie E. M. h , 
l'=lnstanta- 
neous value of 
the current, 

]•:' = instan¬ 
taneous value 
of the E.M.l'. 

I = effective 
value, virtual 
or root mean 
s(]uare value of 
the current. 

E = effective 
value, virtual 
or root mean 
square valuS of 
ihe. E M. F., 
17 


vy 

> > 

u 
i» a: 

Ui D 
flC CO 

D <0 

CO UJ 

V) tc 
w a. ' • 





258 THE ELEMENTS OF APPLIED ELECTRICITY 


then L,— 


i: 


i„, sm e d e 




The heating value of such a current varies as 


12 = 


sin* e d» 

■^m _ 

TT 



=je 

V L 

where I has the same heating effect as a direct current 
I, and THIS EFFECTIVE VALUE IS ALWAY REFERRED 
TO UNLESS EXPRESSLY STATED OTHERWISIC. 


Amplitude factor=.707. 

Also, E=% = .707 E,„ 

V z 

So, lav— Ijij and E|,y.= E,„. 

IT vr 


The maximum value .of pressure is frequently 
referred to in designing alternator armatures, and in 
calculating dielectric strength of insulation. The instan¬ 
taneous values are important only in special cases. 

In a similar way - 7 = is the virtual voltage of an 
V 2 I 

alternating current whose maximum voltage is Em. 
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In an alterniiting current system THE advantages 
OK defining and measuring electromotive force 
IN virtual volts, and current in virtual 
amperes is that when a suitable instrument is cali- 
hratcj by means of a continuous electromotive force 
or current, it will then read virtual volts or amperes 
on an alternating current supply. 

(1) The same laws of heating may be applied to 
Direct Current or Alternating Current. 

(2) It makes it possible to measure ;ui irilternating 
current of any wave form. 

(.5) The electrodynamometer ma)' be used for 
measuring the Current and Power. 

(4) It does not require any factor in the expression 
lor power which varies with the wave form. 

, ... Effective E. M. E’. 

The I'ORM-F.ACTOR IS the ratio—i-— 

Average E. M. F. 

since its value is determined by the shape of the pressure 
wave. The form-factor is never less than unity. 
As a curve becomes more peaked, its form factor 
increases, due to the superior weight of the squares 
of the longer ordinates. 

In the sinusoid, the values found above give 



Form-factor= 


= 1 - 11 . 
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Crest Factor= 


maximum value. 


effective value 


= 1.41 


Example 1. Ten successive instantaneous values 
of an alternating electromotive force during half a cycle 
are 0. 30, 60, 80, 90, 95, 90, 80, 00 and 30 volts. 

Determine the mean effective values, and its crest 
and form factors. 


Solution.— 

The mean value is the sum of the ahoi’c quantities, 
615 volts, divided by the mimlier of vdues, 10. 

.'. The AVERAGE y.ALUi^ of this Electromotive 
force during half a cycle=61.5 volts. 


Squaring each of the above values and adding the 
squares together, and dividing their sum b\' the number, 
here 10, we get the average value of the square of the 
electromotive force= (900 + 3600 + 6400 + 8100 + 9025 + 
81004 -64004-36004-900)/10 = 4702.5 volts and the 
square root of this average square is 68.57 volts which is 
the EFFECTIVE VALUE or R.M.S. P.D. 


.-. Crest Factor: 


as-?- 


and Form Factor= — gj-y =1.115, 

which latter is always referred to unless expressly stated 
otherwise. 



alternating current 



Ori ^ H-i Sd 


261 


and R. M. S. current = V2074-7 = 45-5 amps, 

(ii) The average power =^SEI=^ 104095 = 8674 watts. 
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Watts 8674 

( 111 ) Power factor=,- 7 -.--j- , — 7 ^-;, 

^ Volts X Amperes 220-1 x 45 -d 


•866 


(iv). Form factor= 


Effective value 220-1 
Average value ~ 190-9 


(v) Crest 


, Maximum value 311-1 , 
Tfflrti^ui=2^i= 


159. Fundamental Equation of the Alter~ 
nator. —The pressure generated in an armature is 

E„,=2 p 4- N^o 10-«, 

where p = number of pair* of poles, 
tp = maxwells of flux per pole, 

N = revolutions per minute, 
n = conductors in series between two brushes. 

In an alternating circuit E=kE,„ where k is the 
form-factor. Hence in an alternator yielding a sine 
wave E.M.F., 

E=2.22 p 4> N^IO*® (effective value). 


Inasmuch as pgg represents the frequency, f, 

E=2.22 9 )nf 10-8. 

An alternator armature winding may be either 
concentrated or distributed. In a single phase afternator 
there is but one slot per pole, and all the inductors 
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th;it are intended to be under one pole are laid in one 
slot, when THE winding is said to be concen¬ 
trated, and if the inductors are all in series the above 
formula for E is applicable. Nearly all engine-driven 
alternators have six slots per pole, although twelve 
slots per pole are used when the output per pole is 
large and a long armature is undesirable. If now the 
inductors be not all laid in one slot, but are distributed 
in n more or less closely adjacent slots, the E.M.F. 
generated in the inductors of any one slot will be 1 /n 
of that generated in the first case, and the pressure 
in the different slots will differ slightly in phase from 
each other, since they come under the centre of a given 
|)ole at different times. 

If the inductors in four adjacent slots are in series, 

and if the angle of 
phase difference be¬ 
tween the pressures 
generated in the 
successive ones be 0, 
andEj, E^, Eg,and 
Fig. 6.11 E 4 the respective 

pressures (represented by A, B. C, D, or the sides A, B', 
f',' D,' of the polygon in Fig. 6.11) then the total pres¬ 
sure, E, generated in them is equal to the closing side 
of the polygon. Obviously E < Ej-(-Eg-l-E 3 -l-E 4 . 

Two wires on the armature, at a distance apart 
equal to the distance between adjacent north poi^, 
und subtending an angle q, have induced in them 
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two electromotive forces. These electromotive forces 
are to be thought of as differing in phase by J60 
electrical degrees. Therefore the phase difference of 
the electromotive forces induced in the wires placed in 
slot a and those induced in the wires placed in slot b, is 

— X 360. 

<1 

when S = width of tooth + width of slot. 

In other words, this angle is : 

width of tooth + width of slot 

—^->-;-X 360. 

circumference of armature-r-p. 

If the winding had lieen concentrated, with all the 
inductors in one slot, the total pressure generated would 
have been equal to the algebraic sum of the E. M. I', 
generated in each of the inductors. 

The number of slots under the pole vaiy, and they 
may be spaced so as to occupy the whole surface of 
the armature between successive pole centres, or they 
may be crowded together so as to occupy onl}' one- 
half, one-fourth, or any other fraction of this space. 
Both the number of slots and the fractional part of the 
pole distance which they occupy affect the value of the 
distribution constant. 

Hence the distribution constant k must be considered 
and we get 
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or for sine waves, 

E = 2.22 kj 4> nf 10-8. 

In a distributed winding, the turns are not so 
effective as where thej- are concentrated. 

Example 3. An idternator has JOO turns of wire 
on its armature and 2000000 lines of magnetic flux 
from each field pole, -and has a frequency of 50. The 
value of the factor k is 1.11. Assuming a sine wave 
electromotive force curve and concentrated winding 
find the effective elecromotive force of the alternator. 
Solution;— 

2-22x1 x2xl0«x.500x 2 x 50 
= 666 volts. 

160. E. M. F.s in Series .—If any number of 
harmonic E. M. I'.s of the same frequency, but of 
different magnitudes and phase displacements, is con¬ 
nected in series, the resulting harmonic E. M. F. will be 
given in magnitude and phase by the vector sum of the 
component E. M. F.s. The analytical expressions for 
li and 6 may be derived by inspection of the diagram, 
and may be laid down thus;— 

E= v/" [{^1 sin0 ,-hE2 sme.2-f ...}® + {Ej cos 0i-t- 

Eg cos + 
and 

tan 8 - 

Ej cosflj + Eg cos02 -I-... 
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Example 4. Suppose three alternators (giving sine 
waves of pressure of viilues E, = 60, £3 = 40 , Ej = 30 
volts respectively) are to be connected in series. 
Considering the phase of Ej to "be the datum 
phase, let the phase displacements be =0®, = 

and ^3 = 70® respectively. To find E and complete 
the parallelograms or complete the force polygon. 
Then, E = 120 volts and ^=30®. 

A number of alternating E. M. E.s of DIFFERENT 
frequencies in series will give, in general, an irregular 
wave form. It is usual in practice, to have the 
frequencies of some E. M. E.s as multiples of the 
frequency of one, called the Fundamental E. M. F., 
or First Harmonic. The pressure curve which has 
twice this frequency is called the Second Harmonic: 
that yhich has three times this frequency the Third 
Harmonic, and so on. The resultant E.M.F. at any 
instant is found by adding the pressure values of all the 
components at that instant. It is expressed thus: 

E'=Ejm sin lot + Ejn, sin (2wt + <^,) 

+ E3.,, sin (3oit + </) 2 ) + ... 

+ E sin (no.t + <^i,_i), 

where <|>^, (pg, .th® phase differences 

betweenEj„ and E 2 ,,,, E„„andE 3 „„...E,„., and E,„„ 
respeetively, when sin (ut = 0 . 

The presence of both odd and even harmonics wi}l 
give a curve having unlike lobes. When, however, only 
odd harmonics are present, as is usual in electrical 
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machiner}-, the lobes above and below the horizontal 
axis will be similar. Fig. 6.12 gives the resultant E. M. F. 
of three harmonic components for the values, Ej„,= 100 
volts, E2,„=40 volts, E 3,„=20 volts, 4'i=30® and 
02 = 45 “. 


161. Power in Alternating"Current Circuits 

—The power in an alternating-current circuit is a func¬ 
tion of E,I and <j> where the current lags by the angle 0. 
Then, E'=E„, sino, 

where a=2 ^ft, 

and = sin (a— 


Now, 




and the instantaneous power 

P' = E'l' = 2 El sin a sin (o—<W- 
r>ut sin (a—0) = sin a cos <t >—cos a sin 0, 

.^() P'=2 El (sin* a cos 0—sin o cos a sin 0). 

Now 0 is a constant, therefore the average power 
mer 180® degrees, 



Fig. 6T4 
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„ 2Elcos<(,[’^ . „ , 2EIsin<f.[’^. 

r=- \ Sin-arfa-1 SmaCOSa«wu 

^ O ^ O 

2 El cos -iTr 

= —-L --isin2a Jg 

2 El sin <j) r 

-7-^ L 2 


Hence P=EI cos <j). 

Should the current lead the pressure by 4>®, then the 
leading equation would be P' = 2 El sin a sin (a+<#>), 
which gives the same eilpression, P=EI cos <ji, the 
general expression for power in an alternating-current 
•circuit. 

(1) Carefully observe that, if there is phase differ¬ 
ence, the frequency of the power wave is double that 
of the voltage or current waves and thus it undergeos 
a complete cycle of changes in half a period of the 
current or voltage waves. 

(2) Cosine <j) is called the power factor. 


(3) That for scries circuits, 
Resistance 
impediuice. 
For Piurallel circuits 


Cos <!>= j 


£q 5 through resistance circuit 

Total current 

(4) Volt-amperes do not represent true powers but, a 
knowledge of the voltamperes of a circuit is' of verj’ 
great importance in determining the limit of 'output of 
most electrical apparatus. 
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162. Effect of Phase Difference on A. C. 
Power. In an alternating current circuit if the current is 
not in phase with the pressure, the instantaneous value 
(if the power is positive whenever the pressure and 
current are momentarily in the same direc'l.’oii. On 
the other hand, the power is momenttirih- negative 
whenever the current and pressure are in opposite 
directions. Now consider only the external potential 
differences. The power is positive when the ajtparatus 
or part of the circuit under consideration is absorbing 
(dectrical energy and traiiMorming it into some other 
lorm, such as thermal or mechanical energy, and an 
apparatus has negative power when it is generating 
electrical energy at the expense of energy in some other 
form. In a dvnamo the current flows from the negative 
termmiJ to the positive, that is, against the terminal 
pressure, and the power is therefore negative, in 
other words, electrical energy is being generated. In 
the motor the current flows from positive to negative 
and the power is positive, that is, the motor is absorb¬ 
ing electrical energy. Hence a simple alternating 
current generator in which the current is out of phase 
w’ith the E. M. F. does not act continuously as a 
generator, but, twice in each period, takes electrical 
energy from the circuit and is driven for a moment as 
a motor. 

The same rule can be applied to any apparatus 
to whi(5h electrical energy is supplied. If-, at any 
moment, the current flows in the direction of the terminal 
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pressure, i. e. from + to —, electrical energy is being 
absorbed, but if the current is flowing in the other 
direction, i. e. from —to+, the apparatus is acting 
momentarily as a generator and returning electric energy 
to the circuit. 

163. Result of Low Power Factor. —Low 

power factor results in— 

(1) Relatively large and costly electrical equipment- 
including generators, cables, switchgear, and trans¬ 
formers—the dimensions of which are governed by 
the kilovolt-amperes, rather than by the kilowatt output. 

(2) Reduced efficiency for the whole of the electri¬ 
cal equipment owing to the copper losses for a given 
kilowatt-load being inversely proportional to the square 
of the power factor. 

Poor voltage regulation for the whole system. 

(4) The need for a slightly higher charge per kw.- 
hour, on account of the relatively high initial cost of 
the electrical plant per kilowatt installed. 

164- Methods in Use for Powe g- Faetey Corw 
reetioii. —The power factor of the load on a system 
may be improved by either or both of the methods;— 

(1) Installing additional plant of such a nature 
as to take a leading current. 

(2) Employing some means of actually improving 
the power factor of individual induction motors. 
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•165 The Methods actually in nsp for Im¬ 
proving the Power Factor ar e therefore:— 

(a) The connection of static condensers in parallel 
with the load. 

(b) The connection of rotary condensers (i.e. over- 
i'xcited synchronous motors running light), in parallel 
w ith suitable sections of the load. 

(c) The connection of “phase advancers” of various 
types in the rotor circuits of individual induction 
motors. 

166- Classification of alternators.— 

(1) According to the means employed for causing 
the conductors- to cut the magnetic flux from the field 
magnet, viz; 

(a) Revolving armature type:—Those with fixed 

field magnet and revolving armature. 

Merits: —Revolving armature is in practice limited 
to about 25 K. V. A. and 600 volts, their inherent 
regulation is poor, and the alternating voltage is impressed 
upon the armature and collector rings which are difficult 
to insulate economically for high voltages. 

(b) Revolving Field type:—Those with fixed 

armature and rotating field magnet. 

Merits: —In revolving field machines the revolving 
jiarts are not subject to high or live voltage. Revol-ving 
field machines in larger capacities are less expensive and 
in any cas^ have better inherent characteristics. 


Clayton'S Power Factor Correction. 
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(c) Inductor type:—Those in which both the field 
and armature windings are stationary. 

Principle —The direct current excitation is con¬ 
centrated in one (usuall}- stationary) coil and the variation 
in the magnetic flux is obtaineil by revolving a spider 
with bare projecting poles which alters the reluctance 
of the magnetic [i ith. Thus the flux threading any 
particular armature coil is always in the same direction 
but varies in intensity or quantity. 

Merih: —There are no winding or insulation on • 
the moving member of the inductor type which is 
thus adopted to high speeds. The regulation is poor 
and is not suitable for parallel operation. 

(2) According to the operating characterstics. 

(a) Synchronous Generators —In this t\ pe 
the actio.i of inducing the E. M. F. results from the 
relative motion of the armature conductors, and a 
constant magnetic field produced by exciting coils in 
which a direct current flows. The frequency depends 
upon the number of field poles and the angular velocity 
of the revolving parts. 

(b) Induction Generators— This is structurally 
identical with an induction motor but driven above 
synchronous speed as an alternating current generator. 

The mechanical construction is usually that of an 
induction motor with a short circuited polyphW wind¬ 
ing on the revolving number. 
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The magnetic field is of the rotating polyphase 
alternating currents flowing in the same windings with the 
load current. The frecpiency is determined or set by 
the characteristics of the external circuit containing 
synchronous machine either generator or motor. This 
frequency setter is necessary to supply the e.xciting current 
of the inrluction generator, and by this the power factor 
of the total load is adjusted to equal the inherent power 
factor of the generator. 

Principle. —Siqipose an induction motor is operated 
at a speed above s\ nchronism by supplying power to 
the shaft by means of a prime mover. The rotor liars 
will cut the flux, but in the opposite direction from that 
when the machine is operating as a motor. The direc¬ 
tion of E. M. F., the current and torque will be reversal, 
and the machine u ill operate as a Generator. 

UsC'—Its application is limited. Some electric 
locomotives are operated by induction motors. When 
the train descends a grade at a speed slightly above 
that corresponding to synchronous speed of the motors, 
the latter automatically become Generators and supply 
electric power to the line. 

These are sometimes used in the development of 
small water (lowers. A minority of the units of a 
station mat' be of the induction type with advantage, 
as they will cause less disastrous effects in case of a short 
circuit in the system. 

iNDfcCTlON an! other GENERATORS COMPARED. 
(1) The Induction generator will not generate alone and 
18 
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will operate onl\- 
when a line is 
alreadj’ connected 
to a synchronous 
machine. (21 The 
frequency and vol¬ 
tage of the line will 
be determined by 
the synchronous 
machine, and hence 
the regulation of 
r-oltage is effected 
by means of the field 
lo rheostat of the syn- 
'o chronous machine. 
(31 As regards the 
bind of current that 
may be derived from 
them, these are 
usually: 

(a) Single phase, 

(b) Two 1 
phase, ( Pol\ - 

(c) Three!phase, 
phase,) 

167- Single or 
Monophase Cur¬ 
rent. —WhiJn an 
.ilternator h:is a 
single winding on 
its a-mature it 
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t;enerates single-phase current. There are two wires for a 
lead and return, as in the case of direct current. The 
alternator has got two slip rings and brushes connected 
to the lead and return of the external circuit. (Fig. 6.15) 

168. Two^phase curreot. —In most cases two 
phase current actually consists of two distinct single-phase 
<-urrents flowing in separate circuits having no electrical 
imnnection between them. The currents have equal 
}K;riod and equal amplitude, but differ in phase by one 
ipiarter of a [leriod, so that when one is at a maximum 
tile other is at zero. Although both the coils for the 
two jihases are wound on the same armature core at 
right angles to eaeh other, so that the volts generated 
in one are ;it a maximum when those generated in the 
other are at zero, the alternator may be considered as 
equivalent to two separate exactly similar alternators 
of equal capacity: the current of the one is behind that 
of the other by one right angle, so that when the one 
sends out the maximum current the other sends out no 
current. A two-phase alternator thus generally requires 
four slip rings and four line wires (Fig. 6.16). It is 
possible although not advisible, to use only three slip 
rings and only three wires. In this case, however, the 
common return is a thicker wire. 

If only three wires are used, the voltage between 
two lines will be equal to y a times the voltage in either 
jihase, and the current iff the line used as common 
return provided y^times the current in either line 
if the two currents in the two phases are equal and 
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l.ig behind or lead their respective voltage by equal 
■nigles. 

The wire in the armature may be wound ;— 

(1) Separately. 

(2) Coupled at a common middle. 

(.)) Coupled in the armature, requiring only three 
rollector rings. 

Two Phase Alternators with four line wires. 



(a) Star connection, (b) Mesh connection. 

I'ig. 6.17 I'ig. 6.18 


Two Phase .41ternator with three line wires 

Examples. In a two phase interconnected supply 
the loail on the leading ])hase is non-inductive, and 
•imounts to 10 amperes, while that on the other phase 
takes a current of 12 amperes, lagging by 30°. 

(1) I'ind the current in the common wire in 
m.ignitude and phase. 

(2) Find the current if the loads are reversed. 

Solution ;— 

(1) ‘The current in the common wire is the vector 
sum of the currents in the separate phases. 
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To find its value resolve Ig (the current of 12 amp> 
along Vj and perpendicular to this:— 

Component along \\ = \2 x cos 30° = 10‘39 amp. 
Component perpendicular to V 2 = 12 x sin 30°=6 amp. 
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Resultant component perpemlicularto V 3 = 10 —6=4 

amp. 

Total resultant=v' {(4)-+ (10-39)2 j. =11-13 amp, 

10-39 

and this lags behind Vj h\- an angle tan“i —■ 

= tan-i 2-59 = 07°' 40" 



alternator and its receiving circuit. 
Fig. 6.20 
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(2) In this case resolve I, alons Ami irerpendicular 
to Vj, the components being as before 10..i9 and 6 amp. 
respectively. 

.'. J^esultant component perpendicular to V, 
= 6+10 = 16 amp. 

Total resultant = ^| (10)'^ + (10..)9)2) j = 19'07 amp 

, . . . 16 
and this lags behind \ , by an angle ~ 

=tan-i 1.54 = 57°. 

Example 6. In an unbalanced two-phase three wire 
system the load on the leading phase is non-inductive, 
and takes a current of 10 amperes, while that on the 
other phase takes a current of 12 amps, lagging In- 45°. 
Find (a) the current in the common wire in magnitude 
and phase, (b) the current in the return wire if the 
loads are reversed. 

Solution:— 


(a) In Fig. 6.21, let E, and represent the 
two equal separate e. m. f, s. 
of phases at right angles; I, and 
I^ the currents in the separate 
phases, and I the current in the 
common wire, which is the 
vector sum of Ij and I^. 

To find I, resolve 1^ in phase 
. and in quadrature w'ith Eg. Here 
I, =10 amps., 1^ = 12 amps. 
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12 

(ADinjionent in phase =12 cos 45® = -^^ = 8.41) amp. 

V 2 

4'omponent in quaJrature= 12 sin 45" 

12 

= —rr = 8.49 amp. 

V 2 

Resultant component in (iuadrature=10—8.49 

= 1.51 amp. 


Total resultant, 1 = V 7^ -5') “ + (8.49)^ = 8.62 amps. 
■ uul this lags hehind li, by an angle, 

8.49 

(j) = tan-iy-j.-j = 79" 55' 


di) With reference to 
■ md i)erpendicular to E,. 

1 lore 1 j = 12 amps., 12 = 10 
amps. Therefore, as before, 
the comiioncnts .ire 8.49 
■mips, and 8.49 amps, 
lespectively. 


b'lg. 6.22, resolve I j along 


E, 



Resultant comiionent Fig. 6.22 

perpendicular to Ej =8.49 4 -10 = 18.49 amps. 


Total resultant, 1 = V(8.49)2 + (18.49)*, 
= 20.3 amps. 


and this lags behind Ej by an angle, 

_18^49_ 

8.49 


'#‘=tan— ’ 


= 65° 21’. 



282 THE ELEMENTS OE APPLIED ELECTRICITY 


!69. Three-phase Generator.— This consists of 
three alternating currents having 
equal frequency and amplitude hut 
differing in phase by 120 degrees, 
or by one-third of a period from 
each other. Three-phase alternators 
have three equal windings on the 
armature, so spaced out on 
it as to be successive!}' one- 
third and two-thirds of a period apart 
from each other. There may be 
six, four or three slip rings and 
six four or three, line wires. ( Mgs 
6.24—6,29) 

Such an alternator may be 
viewed as a combination of three 
distinct single phase alternators, the 
currents differing from each other in 
phase by one-third of a [period.. 
Fig 6.2.1. 

If onl}' three wires are used, 
and the voltage of each one of 
the phases separately is V the 
Fig. 6.23 voltage generated between any two 
of the terminals will be equal to V x 3 =1.73 V. 


Three-phase circuits—Star grouping with 
Three i,iNE wires —The voltage between the? line wires 
is V~J times the value of the phase voltage, while the line 
current is the same as the phase current. That is. 


Xhfile. PHASE 
SIX WfRE 


oltage, 

tirrent, 

Itage, 



_ ? ) 

Phase B |v - 


Phase c | v 


24 




Phase Voltage 
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],^=line current, 
then, 



I'ig. 6.20 


TWRtt CHOSt CURUttir 



Fig. 6.27 


ALTKRNATING CURRKKT 


285 



Three-phase A-comicctcd alternator and its rcceivin" circuit. 







Three-phase circuits.—Star connection 

WITH I'OUR EINE WIRES: —The voltage between any 
line wire and the common return is equal to the phase 
l oltage. The phase currents are not equal, the oiit-of- 
h.ilance current flows down the fourth wire. So that 
w hen the loads are equal, no fourth wire is necessary. By 
the us^ of the fourth wire, lamps may be supplied 
at 230 volts, and at the same time power may be 
supplied for motors etc. at 250 x i. e.*430 volts. 

This causes great saving in copper. 
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ThrepphaEe four wire alternator and its receiving circni.t 
I'ig. 6..i0. 

170. Three-phase Mesh or Delta Connection. 

The \-oltage between any two line wires is equal to the 
phase voltage. The current flowing in any line wire is 
the resultant of the current flowing in the two j)hases 
wliose ends arc connected to the line at the common 
|ioint of junction. That is, 

Kl = E„. 

171. Copper Loss in the Armatures of 
Alternators.— (.A. Ruckgauer.) In the armature 
of any alternating-current, single or polyphase 
dynamo or motor, the copper loss is always equivalent to 
12 

- 2 — in which I is the total amperes, and R 

the total resistance between leads of a phase, usually' 
laken as’ an average of the measurements of the 
armature resistance of each phase. 
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Let R,=average terminal resistance, 
r=resistance per phase, 

I = total am peres = watts volts, 

Ij = amperes ])er lead, 
i = amperes per phase, m winding, 
then in the case of ; 

(a) Single-phase:— 

1 = 1,=i. 

Kt = r ; If- R, loss= I-’ R,. 

The copper loss= 1- R,. 

(b) Two-phase independent windings (see Fig. 6-17.):— 


P_ watts 
E volts 



'•'he copper lpss= 2. If R, 





(c) Two-phase windings connected in series {F'ig.6.18.):— 


1 = 




i/2 


The copper loss = 4i^ r. 
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R IS me.isure.l from A to A ;ind B to B, the uverege 
o[ these two being taken for the value of K;; so that 


,, _(r + r) (r + r)_ 

r. 

4r 


.-.The copper loss = J_ . * 

(J) Resistance ami Riaictance ol a Three-phase 
Svsleni.—The resist.inc.e per phase in a star-or V-coii- 
nected svstein with similar phases is half the resistance 
between any pair of terminals. 

Let 1 = line current, 

R,= resist.iuce between terminals in ohms. 

, K 

The total resistance loss = j 1- , watts. 


The total iiower = J ;i r 1 cos <l>; thus .y a I is 
called the EyiTVALEXT EuitRitXT. 

Adopting this terminology— 

The Resistance Loss = (Eipiivalent Current)'" 

Terminal Resistance 


(e) In a delta-connected system there are two 
paths in parallel between any pair of terminals, one 
through a single phase of resistance R, and the other 
through two phases in series of the total resistance 2 R. 


Thus, 



I 1 _2K + R 

R 2R “Rx2R ■ 


Rx2R 2 
R-P2R “ 3 


R. 


19 
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The current 


per phase: 


] 

'VT 


line currcMit. 


Total resistance loss = .i x R watts, 

= I^R watts =,^12. K watts, 


= (Equivalent Current)'-* x 


Terminal Resistance 

9 


We see that we get the same expression in both 
cases, and thus it makes no difference if the system is \- 
or Y-connected. Similar reasoning holds good also 
in the case of Reactances of the three-phase .system. 


Exampla 7. If the resistance between the terminals 
of a balanced three-phase load is 4 ohms, and the 
current m each line is 150 amperes, find the; total 
resistance loss. 


What is the resistance of each phase if the connec¬ 
tions arc (1) Y and (2) A ? 

If 150 K. V. A. are supplied what are the values 
of the impeilance and the reactance between the 
terminals ? 

Solution:— 


Total resistance loss =(^3 1)2 x 


4_ 

2 ’ 


= 3 X 150 X 150 X watts, 
= 135000 watts = 135 Kw. 
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Kcsistimce of each phase if Y-connccte(l= — = 2 ohms. 

4x3 ^ , 

„ A „ = —^— = 6 ohms. 

Xow, K\v =K. V. A. cos ,f,: or 135 = 150 cos 

135 R 4 
•■•™^-^='15U==Z=Y- 

Z= 4.44 ohms. 

= 1.03 ohms. 

Example 8. The three windings or phases of a ihree- 
()liase induction motor are Y-connected to three-phase 
mains. The voltage between mains is 1000, and each 
main delivers 40 amps, to the motor. It is required 
lo lind the current in each phase of the motor, and the 
' Icctromotive force acting on each phase of the motor. 

' Solution:— 

Since the windings are Y-connected, the current in 
each is the same as the current in each main, namely, 40 
amperes; and the electromotive force acting on each 

. , , . ,. . 1000 
phase of the motor winding is - , or 57.4 volts. 

V 3 

The power input is P=.y /~3 x 1000 x 40=69280 watts, 

= 69.28 kw. 

Example 9. The currents in two of the phases of 
a star-connected system are respectively (a) 10 amperes 
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in phase, and 10 amperes lagging 30°; (b) 10 amperes 
lagging 15°, and 12 amperes lagging 45°. Find the cur¬ 
rent in the third phase of the system in each case. 



'El 


( 1 >) 

Currents in unlialanced v-connecled system. 

h'ig. 6.31 


Solution; — 

In Fig. 6.31. 
let F,, F,, F., 

represent the three 
e<]ual e. m. fs. of thi- 
system, which are 
120 ° out of ])hase 
with each other; I,, 
I.j the currents in 
two of the phases. 
Then, the current in 
the third pha.se, I.,, 
is the vector sum of 
Ij and I 2 , and is 
given by O'OF,, or, 
01 T where O'01 3 is 
a straight line, and 
013 =O'O. 


(a) L I, 012 = 150°, .-. ZOI, O'= 30°. 

30° 

Current in the third phase, I 3 = 2 x 10 x s-in— 2 ~> 


= 5.18 amps. 
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ZIjOO' = 75», z Ij 0 13 = 105° . 

13 lags 15° behind its e. m. f. Ej. 

(b) Z Ii Olg =150°, Z OI,O' = 30“. 

Component of O'O along 01 j 

= 10—12 cos 30°= —'39 amp. 
Component of O'O perpendicular to 01, 

= 12 sin 30°=6 amps. 

•. Current in the third phase, 

1 3 = 6 - + (.39) '■* = 0.01 amps. 

. 6 

Z I,Ol3 = tan-^ -^g —= 86° 17',. 

.-. Z E,OI., = 71° 17'. 

I 3 lags 48° 43' behind its e. m. f E 3 . 

Example 10. A star-connected 12-pole three-phase 
machine revolving at 50 cycles .per minute, requires a 
magnetic flux 8 mega-lines per pole. The armature 
contains one slot per pole and phase, and each slot 
contains 40 conductors. If all these conductors are 
connected in series, what will be the effective E. M. F. 
l)cr circuit, and what the effective E. M. F. between 
the terminals of the machine ? 

Solution:— 

Number of slots in armature=12. 

„ conductors „ =12x40. 

Thus there are only 240 turns in series. 

Therefore, the effective E. M. F. is 
E = ^T' ’r/n 

. =4.44X 50x240x8x 10® X I0“* volts, 

=4.44 X .5 X 240 x 8 volts, 

= 4262 volts per circuit. 
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Now. the E. M. F. between the terminals of a 
star-connected three-phase machine is the resultant of 
the E. M. Es. of the two phases, which differ by 60°, 
and is thus 2 sin 60°, or \/'~r times that of one phase. 
Hence, the terminal voltage, 

E'=y'TE = 'v/T x4262, 

= 7382 volts effective. 



Example 11. Iti 

a three-phase delta- 
connected system 
the currents in the 
phases are respec¬ 
tively 10 amperes in 
phase with voltage, 
10 amperes lagging 
30°, and 12 amperes 
lagging 30°. Find 
(a) the current in 
each lead, (b) the 
current in each lead 
if the 2nd. and 3rd. 
loads are inter¬ 
changed. 

Solution:— 

(a) In Fig. 6.32. (a), 

Ejj Eg* Ej re" 


(b) 

Current} in unbalanced A—connected eystem. 


present the three 


Fig. 6.32. 
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equal e. m. fs. of the phases at angles of 120 ° to one 
another, anti I,, 1 3 the currents in the three phases. 

The current in the lead connecting I,, 1 3 
= a/( 10 )^ + (12)2z= 15.62 amps., 

leading I 3 by an angle tan~' =39° 49', i. e. lead¬ 
ing E, by 9° 49'. 

The current in the lead connecting I,, Ij is found 
h\- resolving I , along and peVpendicular to lo. 

Component along 13 =—12 cos 60°= —6 amps. 
Component perpendicular to 12 = 12 sin 60°, 

= 10.39 amps. 

Current in the lead =.y/(l0.39)'^TtlOToP ' 

= 19T amps. 

10.39 

leatling 1.3 by an angle tan^*——=33°, i.e. lead¬ 
ing E 3 by 3°. 

The current in the lead connecting I^, Ij 

= 2 X 10 X sin (~ 2 ~) “ amps, 

leading Ij by 15°, i. e. leading E, by 15°. 

(b) With reference to Fig. 6.32 (b), the current in 
the lead connecting I,, 1 3 = VllOl^-b (10)* = U.14 amps, 
leading 1 3 by 45° , i. e. leading Ej by 15°. 

The current in the lead connecting 13 , Ig is found 
by combining its components along and perpendicular 
to h. 



296 THE ELEMENTS OF,APPLIED ELECTRICITY 

Component along 12 = 12+10 COS 60°=17 amps. 

Component perpendicular to 10 = 10 sin 60°, 

= 8. 66 amps. 

Current in the lead = v^^7)‘-* +(8.66)* = 19.1 amp., 

leading Ij by an angle tan“*—jy— =27°, i. e. lagging 

Ej by 3°. [Compare the magnitude and phase with (a)] 
.Similarly, the current in the lead connecting I 2 , li 
is found by combining :— 

Component along Ij = 10 +12 cos 30° = 20.39 amp. 

Component perpendicular to Ij = 12sin 30° = 6amp. 

.-. Current in the lead= v^{20.39)* + (6)*, 

= 21.25 amps., 

leading E j by an angle tan" > = 16°24'. 

Example 12. The three phases of the induction 
motor of Ex. 8, are A-connected to three-phase mains. 
The voltage between mains is 577.4, and the current 
in each main is 69.3 amperes. It is required to find 
the current in each phase of the motor, and the 
electromotive force acting on each phase of the 
motor. 

Solution :— 

Since the windings are A-connected, the -electromo¬ 
tive forces acting on each phase is the same as the 
voltage between the mains, namely, 577.4 volts; and 
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the current in each phase of the motor is 


69.3 


, or 40 


amperes. 


The power input isP=,yj x 577.4x69-3 

= 69280 watts = 69.28 Kw., 

the same as in Ex. 8. 

172' Summary of Electromotive Force and 
Current Relations for A^and v-Connections:— 


Let V, be the electromotive force between mains 
of a three-ph;ise system, anil I, the current in each 
main; then, for three receiving circuits, the data is as 
given in the Table below. 

A-and Y-Connection Data in Receiving Circuits. 


Current 

or 

Voltage 

A 

1 

1 

Y 

Line current | 

1 

I, 

I, 

Line voltage 

V, 

V, 

Phase current 


l.= I, 

Phase voltage 

V„ = V; 


Voltage to 3 
neutral J 

Total Volt- \ 

3 V, ip=vrv,i, 

v„=v, 

3VpIp=VJV,I,. 


amperes, j 
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The permissible power output or rating of a three- 
phase alternator is the same whether its armature wind¬ 
ings are Y-connected or A-connccted. 

The power output of a threc-jihase generator is 
y/ i X electromotive force between mains x current in 
one main x power factor of the receiving circuits. 

Any A-connected motor or generator is considered 
as equivalent to a Y- connected generator or motor in 
which— 


R = 


.1 




.5 


where £„ R, and Xj are the e.m.f, resistance and 
reactance per phase of the Y- connected machine equi¬ 
valent to the e. m. f., resistance and reactance of the 
A-connected machine. 


Each of the line wires is in series with a corres¬ 
ponding phase of the equivalent Y-connected machine. 

The voltages thus calculated are the voltages to 
neutrals, and the currents are line currents. To find 
the line voltage multiply the calculated voltage byv/y; 
similarly, to find the actual phase current in the A-con¬ 
nected generator or load, divide the calculated current by 
v/y. (H. Pender). 

Example 13- A three phase Y-connected generator 
delivers power to a balanced A-connected load over a 
transmission line. The resistance of each line wire is 
0.3 ohm and the reactance of each line wire is 0.5 ohm. 
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The potential differences at the terminals of the generator 
and the load are respective!}’ 500 volts and 400 volts. 
The power factor of the load is 80 lagging. Calculate 
(11 the line current, (2) the power delivered to the load 
(.1) the power output of the generator, (4) the power 
factor of the generator, and (5) the efficiency of the 
transmission line at this load. ( H. Pender. ) 

Solution ;— 

The voltage per'phase of the Y-connected generator 
500 

= ~7=:. The A-connected load can be considered 
V J 


as equivalent to a Y-connected load of which the phase 
I'oltage 


E, = 


V3 


Hence, the voltage per phase of the' equivalent 
400 


■y-connected load = 


V 3 


Thus, the voltage from line to neutral at the generator 
_ ^0 
V 3 

The voltage from line to neutral at the generator load 
400 

“VT • 

(1) ,Let E denote the line voltage at the load, E„ 
that at the generator, and I the current in the line 
by an angle Then, 
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400 „ 500 „ , . r 

k. COS A = .8, undsin0 = .o. 

V 3 Vo 

W’lth reference to T'ig. 6.33, E„ is evidently the resultant 
of E and E„ the impedance drop in the line. Now, 

Component of En (resistance drop) along E = .3 x .8 x I. 
,, Ex-(reactance drop) „ =.5x.6xl. 

., En perpendicular to E =—.3x.6xl. 

., Ex „ ., =.5x.8xl. 

.-. Total component along E = ^l^ + .24 1 + .31^ volts, 

., ,, perp. E= ( —.181 + .41) volts. 

or, .34 I* + 249 .41-30,000 = 0. 

_ -249.4 + v'(249.4)2 + 4^T360 
2X.34 


249.4 ±320.93 
;63 

= 105.2 amps. 

(taking the upper sign, since the lower sign gives a 
negative answer). 

(2) The power delivered to the load 

=i^x 105.2 X. 8x3, 
ijl 

= 58.3 kilowatts. 
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(3) The [lower lost in the 

line =3R l'-^ wntts, 

= 3 X .3 X (105.2)-watts, 
= 0.06 kilowatts. 

.'. The power output of the 

fienerator = 38.3 + 0.06. 

= (tS.3 kilowatts. 

(41 The powiT f.irtor of the f;ener.itor 


X 100 = 75 "/„. 


X 105.2 X 3 


(5) Tile efticieiicy of the transmission line 
58.3 . , 


Example 14. luierg)- is suiiplied from a generating 
station to a suhstation 6 miles away at a rate of 2000 
kilowatts. The .system is a balanced three-pha.se sy.stem 
operating at a frequency of 50 cycles. The transmission 
line consists of No. 10/.083 straml coiiper wires spaced 
.'0 inches between centres. Fiml (1) the voltage between 
w ires at the generating station when the voltage between 
wires at the .substation is 6000 volts, the power 
factor at the substation being <S0 percent, with the current 
L.igging, (2) how much power is lost in the trans¬ 
mission line, and (3) what is the power factor at the 
generating station. The electrostatic cajiacity of the 
line may be neglected. 
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Solution:— 

The current per wire is 

2000x 1000 
^=7j-x6t)00xli 

The voltage to neutnil at the substation is 
6000 

L„ = —^- = .;-l(i0 \'olts. 

V J 

The com|)onent of this voltage in phase with the 
line current is 0.8x2460 = 2770 volts. The coni- 
panent 90° ahead of the line current is 0.6 x .5460 = 
2080 volts (since cos^=0.8, and sin <l>=0.b). 

Now, the resistance per mile of a No. 19/.082 
wire = 0.432 ohm; and its reactance per mile at 50 
cycles =0.532 ohm. 

Therefore, the total resistance of each wire= 2.592 
ohms; and the total reactance of each wire = 3.192 
ohms. 

Hence, the resistance drop in each wire =2.592 x 
2,41 = 625 volts, and is in phase with the line current, 
and the reactance drop in each wire =3.192 x 241 = 
770 volts, and is 90° ahead of the line current. 

Thus, at the generatpr end the voltage to neutral 
in phase with the line current =27704-625 = 3395 
volts; and the voltage to neutral 90° ahead of the 
current=2080 + 770 =2850 volts. Hence the resultant 
voltage to neutral at the generator end 
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•, = V(3j!^5)=' + (2a5U)2 = 44J2.6 volts. 

Therefore, the line voltage at the generating 
station is 

E,= J~ X 4432.0 = 7677 volts. 

The power lost in the line = 3 K 1", where R is the 
total resistance of each wire, and I the line current. Hence 
the power lost in the line = 3 x 2.592 x (241)^ wtitts, 

= 450 kilowatts. 

Tile total power ileli\erei.l to the line and substation 
la then 2450 kilowatts. Hence, the power factor at 

, 2450,000 

it the geiierattng station = —,- 

V' 3 X 767/ X 241 

2450000 ,,, 

= -31-32W=''''’=''“"‘- 


173. Comparison of Star and Delta ConnecM 
tions 


1 . 


Ill a Y-comiection E|,= 


E, 

^/'5 ’ 


but in a A-con- 


nection E|,= E,. Therefore the Y-conncction requires 
h'wer turns per phase than the A-type, and so it is 
cheaper. In a star-connection there is a neutral point 
to which a ground wire, a meter, or a load may be 
connected. 


2 - By the use of a common or neutral main the 
Y-type can distribute power at a higher voltage, say 
^ .1 x2^0=430 volts, while supplying the lights at 
the lower voltage of 250 ; whereas the A-type can use 
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only 250 volts for such distribution. Thereby a great 
saving is made in the copper wire used as mains in the 
T-connection. 

3. The neutral point of the star-wound alternator 
can be earthetl when the P. D. between each line 
conductor and earth is .5S of the line voltage. The 
A-connection cannot be eartheil in this manner, so that 
if in this case one of the lines becomes earthed through 
a fault, the voltage betwei'n each of the remaining 
conductors and earth would be equal to the line voltage, 
and is ^ T times greater than the voltage to earth in 
the case of the Y-connection with earthed neutral. 
The insulating material w ould be under a greater stress, 
and there is greater liability to breakdown. 

4. Circulating currents cannot How in the wind¬ 
ings of a star-connected system. 

5. The electromoti\e force wavq of a st.ir-con- 
Tiected system is more ne.irly harmonic than that of a 
A-connectetl winding. 

6. The A-connection works more satisfactorily 
in transformers, and is the only connection suitable 
for such machines as the rotary convertors. 

174- Comparison of Siagle-'phase and 
Threexphase Alternators and Motors.-— 

1. The three-phase machines give about 50 per 
cent greater output for a given quantity of material, 
and consequently they are less costly. 
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2. Three-phase alternators are more -satisfac¬ 
tory for the operation of polj-phase motors which 
have better operating characteristics than single-phase 
motors. 

3. Poly-phase mtichines are more efficient thtin 
Single-phase machines. 

-1. Simplicity in ■ generation, transmission amt 
receiving apparatus arc the striking factors of the 
single-phase s)'stem. 

Note that an alternator has to be excited with 
direct current. It cannot convenietly be self-e.xciting, the 
exciting current is generally supplied from a small direct 
current generator called an EXCITICR, and is let into the field 
coils through brushes which bear on slip rings insulated 
Irom the shaft of the alternator. The voltage of the 
exciter is independent of that of the alternator, and 
IS generally chosen to be 110 to 120 volts. The exciting 
cnrieiit may be larger than the full-load, current of 
the alternator. 

Example 15. A 1000 Kw. single-phase alternator 
o|)erates at 20,000 volts at unity power factor. Find 
the current at full-load. If the e.xciter voltage is 110 
and the excitation loss 2 per cent., find the output 
of the exciter and also the e.\eiting current. 

Solution;— 

To find the current:— 

P = EI cos <( 1 , 

10,00,000 = 20,000x 1, 

1 = 50 amperes. 


20 
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To ^nd the exciting current:— 

The exciter output = 2 ])ercent of 1000 Jiw. 

= 20 Kw. 

20x 1000 

The exciting curr.ent = —— =182 ;imp. nearly. 

17S Armature Reactance in an Alternator.- 

An alternator may he taken to be a circuit with a resis¬ 
tance K, and a 
reactance Xg, where 
the value of X. is 
generally from four 
to ten times the 
value of R„. Hence 
Iwhen an alternator 
is operating under 
normal conditions 
fully excited, generat 
iMg. 6.34 Fig. 6.35 ing voltage and 

ni.!;ramm.il . Kerresen- Vector diacrani for iln „ riirrent 

uiioii lit Ait-rnaiur Aitein.itor. SuppiJ mg Current, 

11 jiart of this voltage is used up to overcome the 

reactance atid ;i p,ortion to overcome the resisttince. 

the terminal voltage Et is obtained by deducting IK., 

and IXg as \ectors from E„, the no-load valtage. 

176. Vector Diagram at Full-load.— 

Let E,= tbe voltage generated by the alternator 
at no-load, 

I=current passing to the external circuit. 
Armature resistance drop=IRj, and is in phase 
with the current. 


£o 
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2. Three-phase alternators are more -satisfac¬ 
tory for the operation of polj-phase motors which 
have better operating characteristics than single-phase 
motors. 

3. Poly-phase mtichines are more efficient thtin 
Single-phase machines. 

-1. Simplicity in ■ generation, transmission amt 
receiving apparatus arc the striking factors of the 
single-phase s)'stem. 

Note that an alternator has to be excited with 
direct current. It cannot convenietly be self-e.xciting, the 
exciting current is generally supplied from a small direct 
current generator called an EXCITICR, and is let into the field 
coils through brushes which bear on slip rings insulated 
Irom the shaft of the alternator. The voltage of the 
exciter is independent of that of the alternator, and 
IS generally chosen to be 110 to 120 volts. The exciting 
cnrieiit may be larger than the full-load, current of 
the alternator. 

Example 15. A 1000 Kw. single-phase alternator 
o|)erates at 20,000 volts at unity power factor. Find 
the current at full-load. If the e.xciter voltage is 110 
and the excitation loss 2 per cent., find the output 
of the exciter and also the e.\eiting current. 

Solution;— 

To find the current:— 

P = EI cos <( 1 , 

10,00,000 = 20,000x 1, 

1 = 50 amperes. 


20 
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Example 16. A certain alternator gives 1100 volts 
between its collector rings at full-loud current and full¬ 
load field excitation. When the current output is 
decreiised to zero by opening the main switch, having 
the field excitation and speed unchanged, the terminal 
electromotive force rises to 1170 volts. Determine the 
per cent regulation of the alternator. 

Solution:— 

, . 1170-1100 

Per cent regulation=-iprjTTt- x 100, 


= 100 = 6'36 per cent. 

178- £. M. F. Method of Calculating RegU" 
lation of Alternators.— 

If Ea =the electromotive force induced in the armature, 
E',,=the voltage drop in the armature, 

E = terminal E. M. F. of the generator, 

Kj=the resistance of armature circuit, 

X = total reactance of the circuit, 

Xa=synchronous reactance due to the combined 
effect of the inductance of the armature u in- 
ding, and the flux set up by the current 
carr)'ing armature conductors. 

I„ = the current flowing in the armature, 

Cos <#>=the power factor of the load circuit, 
then, E“= I„ V R^-t-X® (this is assumed.) 

= V(E cos i/>-pR„ I„)*-f-(E sin ^ + X, I.,)'-*, 
and E'., = V(RaU^-(-(X„IJ=*. 
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Z..= vK2 + X,?. 

x,= 

The open circuit anil zero' power factor—saturation 
•urves show that the synchronous reactance of an 
ilternator armature is not constant, but decreases as the 
\citation decreases, and is affected by the power factor 
■if the load circuit. 

Example 17. I'ind the ri-f^ulation of a single 
nhase alternator having the following data:— 

E = 220(), I„ = ]00, R, = l, X, = ](). 

I'ind the per cent regulation when the power factor 
■f the load circuit is unity and also when the power factor 
I-. .SO per cent. 


Solution:— 


If, = v/(If,, cos <l> + K, 1.,)■- + (if sin <f> + X.i IJ 
Taking (fos </> = !, 

= 250(S volts nearly. 

(250S-2200) 

i\egul;ition =- " percent. 


At SO per cent power ftictor with lagging current, 
«y (lf„ cos <l} + 1„ R,)- + (E., sin 4)+ 1,, X„)^> 

= V r22()(nroTsTlT) 0)^(2200^ 

~297.i volts. 


,, , . 2973-2200 _ 

Kegiilation =-w^no-percent. 
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Example 18 A three-phase Y-connncteJ alternator 
has an output of 200 amps, at 2300 volts. With a certain 
field excitation the no-load voltage betw een terminals 
was 2300 volts, and the current in each line on short- 
circuit was 500 amp. The resistance of each phase is 
0.2 ohm. Find (1) .the reactance per phase, (2) the 
regulation of the machine at full-load and 100 per cent 
power factor, the full-load voltage between terminals 
being 2300. 

' Solution:— 

E = the E. M. F. of the generator per jiliase. 

E, = the terminal voltage at no-load = 2300 volts. 

Ep = the voltage per phase at no-load, 

= 2300j^ j volts=132S volts nearlj-. 

I,=the line current on short-circuit = 500 amps. 

Ip=the current ])er phase on short-circuit = 500 ,imp. 

Z —the impedance per phase = 132iS/500 = 2.6 ohms. 

X,,=the reactance per phuse=,y^^ — 

= W^2.6"'^—0.2^ = 2.50 ohms. 

To find the regulation at 100 jrer cent power factor 
we proceed as follows :— 

Full-load current in line=200 am])S. 

Full-load current per phase = 200 amps. 

The resistance drop Ip per pluise=200 x .2, 

=40 volts. 

The reactance drop Ip X,j perphase=200 x 2.59, 

= 5J8 volts. 

The full-load voltage between the terminals 

= 2300 volts- 
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The full-load voltage per phase =2300^^ 3 . 

= 1328 volts. 

If E„=the voltage generated per phase by the 
generator at no-load, then 

E„ = J (l32;r+“40) ^‘+518^ = 1413 volts neiirly. 
Hence the no-load voltage between terminals 
= 1413 X V 3, 

• =2447 volts. 

2447-2300 

Regulation =--= 5.1 per cent. 


EXiinple 19 A three-phase delta-connecteel alter¬ 
nator has an output of 200 amps, at 2300 volts. With a 
p.irlicular field excitation the no-load voltage between 
lermiiiLils was 2.500 volts, and the current in each line on 
short circuit was 500 amps. The resistance of each phase 
w.is 0.6 ohm. Eind (1) the reactance per phase, 
;3) the regulation of the machine at full-load and 100 
per cent, power factor, the full-load voltage between 
ic'iminals being 2300. 

Solution:— 


E, = the terminal voltage at no-load=2300 volts. 
E|,=the voltage per phase at no-load=2300 volts. 
1, =the line current on short-circuit = 500 amps. 
I|,=the current per phase on short-circuit, 



= 288.6 amps. 



312 THE ELEMENTS OF APPLIED ELECTRICITY 


2300 

Z=the-impeJance per phiise= 

= 8 ohms nearly. 
X^7=the reactance per phase=^^2_0.6^ . 

= 8 ohms nearly. 

To find the regulation at 100 per cent, power factor 
we proceed as follows 

Full-load current in the line=200 amps. 

200 

F ull-load current per phase = .— = 115 amps. 

V -i 

The resistance drop I,, R, per phasc= 115 x 0.6, 

= 69 volts. 

The reactance drop Ip X^, per ])hase = 115 x 8, 

= 920 volts. 

The full-load voltage between terminals = 2300 volts. 
The full-load voltage jier phase = 2300 volts. 

The no-load voltage at the generator, 

K, = (2~m + rj9)'-‘ + 920 2=2541 volts. 

, . 2541 -2300 

.-. Regulation =- 9^(jo -=13.0 percent. 

179. Regulation of Alternators by the 
fflagnetomotive Force Method —Assumption:—The 
voltage induced in the armature windings is due to quad¬ 
rature fields, one equal to that required to produce the 
total non-inductive drop, the other equal to that requir^l 
to produce the total wattless compo ngnt of the Electro¬ 
motive Force. 



ALTERNATING CURRENT 


313 


Find the field current I, (from the saturation curve) 
re(|uired to induce in the armature winding an E. M. F. 
«|ual to the total non-inductive drop (E cos I,,) 

of the circuit at rated load: and find I,- to induce in 
the same winding an E. M. F. equal to the reactive drop. 

;E sin (j-f-X, I„) of the circuit at rated load. Ifl( = the 
lield current required to produce simultaneously the 
terminal voltage E and the current I,, in a circuit the 
niiwer factor of which is cos <f>, then 

= (!,)" +(I,)-. 

From the saturation curve find the electromotive 
force 1£. induccil in the armature winding when the 
• urrciit I, flows in the field windings. Then 
E — i; 

I'er cent regulation = - —" x 100. 

ISO To Improve the Regulation of an 
Alternator — 

(1) Decrease the impedance drop by providing a 
larger flux jier jiole of the field magnet sr'Stem. 

(2) Keep a stiff field and provide a larger field 
magnet system. This is expensive. 

181. Alternators in Series.— Owing to the 
.■iynchronizing tendency of alternators, .for which it is 
possilile to run them in parallel, the)' get out of stej) and 
become opposed to each other when they arc attempted 
to run in sqrics. They can run in series only when their 
shafts are rigidly connected, so that they must run 
exactly in phase, and thus add their waves of E. M. F. 
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iiisteail of opposing each other. Practically this is seldom 
taken recourse to. 

182. Parallel Operation of Alternators — 

Direct current machines may run in parallel only if the 
\'oltage is the same in all the machines. 

Any alternator can be operated in parallel or 
s\-nchronize,l with any other allern.itor. A single-phase 
machine can be synchronized w ith one phase of a poly¬ 
phase machine. A quarter phase machine can lat 
operated in parallel with a three-phase machine by 
s\nchronizing one phase of the former with one phase 
of the latter. 



Tust* 

A.CAmnettfrs 
A cVoiTmrter 
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Fig. 6-3 Fig. 6-40 

trool View and Cooplete Wiring Diagram of Switch Board Panel for 
Smgle Phase Alternators operating in Parallel 
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188- To Start an Alternator in Parallel 
with Others.— 

(a) Bring the exciter and generator to speed. Adjust 
the exciter voltage anil close the field switch, the 
generator fielil resistance being all in. 

(b) Adjust the generator field resistance so that the 
generator voltage is the same as the bus bar voltage. 
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(c) Synchronize; close the main switch. 

(J) Adjust the field rheostat until cross-currents 
are a minimum, and adjust the generators of the prime 
movers so that the load may be jrrojjerK' distributed 
between the operating units in proportion to their 
capacities. 

Fu&cs 

C>;cilerRlieo5tat 
A c flnx'mttO'S 
•Synchronizin^lamp 
'FieldAmmetef 
■VoltTOettT 
Gen Rheosiat- 
Field Switch 
$y nciironi zm^Plu^ 

Gen Switch 

Willi SOarners 


Fig. 6-43 

Fig. 6-42 

Front View and Conipli le Wirini* ru^ram of Swilcli Board Panel for Two- 
Plia.sf Alternator oj-erated in Parallel witli Other Two-Phase Machines. 

184. Alternators to Run in Parallel must 
have— 

(1) Equal terminal voltage secure;! by adjustment 

of the field current. , 

(2) The speed adjusted to have the same freeprency, 
and be constant for an appreciable interval of time. - 






Two Th ee Phase Alternators running in Parallel. 

Fig. 6.441 


To face page 317. 
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Fig. 6-44. Fig. 6.45. 

View and Complete Wiring J)jagrain loi a Three-Phase Alternator 
Operated with other Three-Phase Machines. 

(.'it Their maximum positive values of electromotive 
lorc'e at the same moment, i. e., the same phase. 


(4) Similar electromotive-force waves. 


If the above conditions are fulfilled the bus-bar 
F. U. will be exactly counter-balanced by the equal 
anil opposing E. M. F. of the machine, and no rush of 
current will occur on closing the switch arountl the 
local circuit formed b)' the armatures of the generators. 

Further^ it is not desirable to connect alternators 
in parallel if their prime movers have different speed 
characteristics. 
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18S. Method of Synchronising Alternators*— 

Suppose A is 
carrj'ing the loiul 




E 

- 0-0 


Tram 
p W A 


Trans Wj 


and it is desired 
to connectB to the 
system. Start R 
and regulate its field 
excitation and the 
speed of its pnme 
mover until (1) The 
indication of its 
voltmeter is equal 
or slightly greater 
than the voltage 
across the bus-bars. 
Fig. 6'46. Close the switch 

Wiring Dijgram bhowmg Method of Determination „ • ei . rim*, 
nl Phase Relation hy .Synchroniaor. (JUICKI) at d unit. 



aus 


Main 





!—1 





when the lamps are dark or the pointer is at zero in the 
Synchroscope. (2) The.lamps connected in the synchronis 
ing arrangement, and in the case of high voltage system 
through proper tninsformer connections, become dark 
or better still when the pointer of the synchroscojie is 
at zero, as indicated at the top of the instrument. 
The transformer used for this is as shown in the 
Fig 6.47 

When the pressure of the alternator is high, a lamp 
cannot be used directly in the circuit. A number of 
lamps may be used in series for low pressures, but a step 
down transformer may be used as shown in Fig. 6.47 






ALTERNATING CURRENT 


319 


It is more convenient, if it has three limbs to 
have the connection so that one winding is connected 
to the incoming idtrenator, the other is joined to th“ 
busbars, and the tnird with a reduced number of turns 
carries the lamp. 

Thus the core has three limbs; two carry similar 
windings—^one A, A connected to the incoming alternator, 
the other H F> connected to the busbars.* The third 


limb has a winding with a suitably reduced number 
ol turns, connected to the Synchronising lamp L. 



Principle — 
Whenr the pess- 
ures impressed 
upon A A and 
B B are in phase, 
the fluxes in these 
are increased or 


decreased at the 


Fig. b.47 


same time. The 


tliix in the centre limb is the .sum of the two, and so the 
F.M. F. is doubled and the lamp burns very brightly. 

When the two iiressures in A A and B B are 
exactlj- opposite in phase, practically no flux passes 
through the centre limb, and the lamp will be ilark in 
proportion to the phase deffcrence. This arrangement 
can be utilized for both bright and dark lamp synchroniz 
ing leg by reversing the connection of either A A or B B 
.(but not both). A voltmeter may be joined in parallel to 
the lamp and the maximum or the zero reading of the 
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voltmeter will correspond to the instunt of the equality 
of the phase. 

186. Parallel Operatioo of Induction 
Genaraior.— ‘The speeil of two induction machine's 
operating in parallel may not have a constant ratio to 
each other. Such machines need not be S)-ncnronized, 
but simply brought up to approximateh’ S)-nchronous 
speed and the sw itch closed. 

Knowing the speed and number of poles of the 
slower machine, say, we cam express the frequency 
in cycles per minute ; then counting the pulsations of 
the lamps we can determine the frequency in cycles 
per minute of the more quickly running machine. 

The ratio of these may be expressed as a percen¬ 
tage, and this value taken off the diameter of the more 
quickly running machine. 

In belt-driven alternators thickness of belt, and 
tightness of belt, and other conditions, such as surface 
of belt and pulley, which affect the slip of the beltf 
are all factors to be noted in speed regulation of such 
machines. 

187- Hunting .—The rotating part of every syn¬ 
chronous machine acts like a pendulum tending to swing 
ahead and behind its synchronous jiosition. The mass of 
armature and its flywheel acts like the mass of the 
pendulum, and the torque of the machine being propor¬ 
tional to the displacement corresponds to a spring or 
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i;nivity actinfi on the pendulum. Such a combination 
has an “electro-mechanical period” of its own, and if 
the frequency of this period is the same with any other 
iudsatin{< force in the system, such as engines, “hunting” 
or surging may (Kcur. 

188 Hunting of Alternators —In case of engine 
dvi\ en alternators, the angular velocity is not uniform, but 
i> made up of a uniform angular velocity with a 
snpcrimposed oscillation. The frequenc\- of the gener- 
•ited E. M. F. rises and falls regularly. It describes the 
oscillatory character or periodic vanation of speed of 
.several alternators running in parallel. If it occurs 
bevond a certain value, the regulation of the machine 
becomes unstable, it falls out of step, and the huge 
currents passing through its armature cause its automatics 
to act and cut it off from the bars. 

If one machine lags behind another, due to (1) 
.■.luUlcn alteration in load, or (21 field excitation on the 
electrical side, or (31 irregularity in the turning moment 
of the engine, or (4) defective steam distribution on 
the mechanical side, its armature receives current from 
the other machines running in parallel with it, and 
driving it as a motor, tending to pull it into phase or 
stej). Its speed increases until it is in correct phase, 
and attains afterwards a little greater speed than the 
others. It, in its turn, being accelerated, supplies current 
to the other machines, resulting in an alternate lagging 
and leading, retardation and acceleration, of the machines 
u ith respect to each other, or we find the phenomena 
21 
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of hunting which is observed by (1) the variation in the 
sound given out by the machine, (2) rapid variation 
in the indications of the ammeter connected to the 
machine, which do not correspond in any way to the 
actual variations in the load on the bus-bars, but repre¬ 
sent the currents flowing between the various machines 
themselves. 

“Surging” means the rajiid current variations 
whilst the hunting is in progress. 

189. Remedies for Hunting.— (1) ^lash-pot 
arrangement is sometimes fitted to the governor of the 
engine to prevent it responding to the slight variation in 
speed which may take place in one revolution, an.l thus 
commence this action. 

(2) Fitting a heavier fly-wheel tends to prevent 
hunting by producing a more regular turning moment, 
but this remedy is not very efficient, and may ren.ler the 
hunting more pronounced if it does actually commence. 

(3) Damp the oscillations electrically by the use 
of pole dampers. To produce this, the pole pieces 
of the alternator are surrounded with copper kmds, 
or copper bars are embedded in holes drilled usually 
through the pole shoes. The ends of these bars are 
short-circuited, so as to form a kind of grid or squirrel 
cage, by copper plates fixed on the outsides of the 
pole shoes. When the field poles of the alternator 
are either accelerated or retarded with respect to the 
synchronous speed, lines of force cut the copper barf 
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.111(1 set up currents in them. The magnetic fields 
produced hy such eddy currents always tend to stop 
the motion producing them." Hence they tend to damp 
the oscillations of the alternator and keep an uniform 
speed. 

The eddy currents thus set up explain the fact 
tli.it alternators with solid pole shoes do not tend to 
liiint as much as those with laminated shoe pieces. 

The high and uniform speeds of steam-and water- 
driven turbo-generating sets render hunting in this type 
of niachiiie far rarer than in those driven by reciprocating 
engines, particular!)’ gas-engines, resulting under such 
circumstances in far more successful parallel operation 
of the alternators. 

A ilrK’ing torque is produced as in an inductive 
motor when the machine is running below synchronous 
speed, and this tends to speed it up; while a retarding 
torque is produced when the machine is running above, 
synchronous speed, and this tends to slow it down. When 
the machine is running in synchronous speed there is no 
current in the squirrel cage. The torque due to the 
sriuirrel cage thus tends at all times to pi’event oscillations 
in speed and therefore to prevent hunting. 

A tendency to hunt is damped by solid pole pieces 
.mil bridges between poles. 

190 Disconnecting Alternators Running in 
Parallel with Others and from the Bus«bars-— 

(1) Take off the load by decreasing the supply of steam 
uither by the governor or thq main steam valve. 
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(2) Adjust the resistance in the field current until 
the armature current is a minimum. 

(3) When the load on the alternator is practical!}’ 
2 ero as indicated by the ammeter, then trip the main 
switch. It is usually sufficient to simple disconnect 
the machine from the bus-bars, and throw all the load 
on the remaining machine without having made any 
previous adjustment of the load or of the field current. 

(4) The main switch should be opened always 
before the field or exciter switch opens the field circuit. 
Finally shut down the prime mover. 

191. Method of Adjusting the Load after 
Parallelini-— (1) t" direct current machines 
operating in parallel, the load distribution is done by the 
field rheostat regulation, for if the field excitation of one 
of the machines is increased, the voltage of the machine 
will be raised and it will take a larger portion of the 
load. But as the load is increased, the engine and 
generator slow down, the engine draws the additional 
amount of steam required for the additional load. 

Compound dynamos may sometimes have different 
characteristics when they are of different makes and 
sizes; then equalizing bar is not sufficient. Shunt 
field regulating sometimes suffice to make the proper 
distribution of load, but usually a diverter has to be 
placed across the series winding of each machine, and 
for some positions of the diverter the parallel operation 
is most successfully obtained. 
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(2) In ALTERNATE CURRENT MACHINES, hOwever, 
•in increase in the field excitation in one machine increas¬ 
es its voltage, and at the same time makes the current 
in the machine lag further behind the voltage so as to 
maintain the load El cos <p constant at the value 
corresponding to the steam supply. Hence, the load 
on the alternator must be regulated by the driver by 
admitting more or less steam to the driving engine 
or by an electric motor controlling the generator and 
operated from the switchboard. To share the load 
properly it is necessary- that the governors on the general 
prime movers should give the same speed load Cha¬ 
racteristics. 

The field excitation affects the’power factor of the 
load delivered by each machine, and the excitation of 
the alternators should be so adjusted that it delivers 
its load at the same power factor as the others. 

If the regulation of the prime movers is not the 
same, the load is not divided proportionately between 
the alternators. The alternator connected to the prime 
mover of closer speed regulation takes more than its 
share of the heavy loads, and less under light loads' 
Thus too close speed regulation of prime movers is not 
desirable in parallel operation of alternators. 

The division of load between two induction 
generators operating in parallel is proportional to the 
ratio of the deviation of the actual speeds of the rotors 
from the synchronous speed. The load division is ad¬ 
justed as in the case of the synchronous machines by 
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manipukting the speed governing apparatus of the prime 
mover. 

In order that two machines may divide the load 
properly, the engine should have the same per centage 
drop in-speed between no-load and full-load. 

192. Efficiency of Alternators.— The losses in an 
alternator and a direct current generator are the same, viz. 
armature copper loss, field excitation loss, and stray loss 
consisting of the hysteresis and eddy current loss in the : 
magnetic circuit. The friction and windage losses and 
the load losses are due to eddy current and hysteresis 
produced by the load current in the armature. The 
efficiency depends upon the power factor of the load. 
The efficiency of alternators and synchronous motors is 
usually so high that a direct determinaton by measuring 
the mechanical power and the electric power is less 
reliable than the method of adding the losses and 
the latter is therefore commonly used. 

Example 20. A single-phase alternator has an out¬ 
put of 200 amperes at 2300 volts. The resistance of the 
armature winding as measured by direct current, is 0-3 
ohm. Stray power loss=20 Kw. Exciting current at full- 
load =65 amp, at 100 per cent, power factor, = 80 amp., 
at 80 per cent, power factor. The excitation voltage 
is 120. 

Find the efficiency of the alternator la) when the 
power factor of the load is 100 per cent., and also (b) 
when 80 per cent; find also the horse pow'er o£ the 
driving engine. 
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Solution ;— 

(a) At 100 per cent, power factor ;— 

The output = 2300 x 200 = 460 Kw. 

The straj- loss = 20 Kw. 

The excitation loss=65 x 120 = 7‘8 Kw. 

The armature copper loss = (200'^ x 0'3) = 12 Kw. 
Total loss = 39'8 Kw. 

.*. The input = 499'8 Kw. 

The horse power of the driving engine = 670 H.P. 
The efficiency = 41 /ij'ff =92 per cent. 

(2) At 80 per cent power factor:— 

The output = 2300 X 200 x -8 = 368 Kw. 

The stray loss =20 Kw. 

The excitation loss = 120 x 80 = 9‘6 Kw. 

The armature copper loss = (200* x 0-3) = 12 Kw 
The total loss =4T6 Kw. 

The input =409‘6 Kw. 

the driving engine 
= 549 H. P. 

= 4 §g .6 = 89.8per cent*. 

= 89.8 percent. ' 

Sxercises. 

1. What must be the speed of a 8-pole alternator 
yield an E. M. F. of 50 cycles ? 

Find the instantaneous current value in a circuit 


The horse power of 

The efficiency 

• 368 

Efficiency = 



328 THE ELEMENTS OF APPLIED ELECTRICITY 


in which a 25^waltemating current of 50.2 amperes 
flows, 5.0032 seconds after the completion of a cycle. 

3. How many amperes flow in a circuit, when 
the instantaneous value of the current is 10 amperes, 
30° after'the beginning of a cycle ? 

4. What is the frequency of an E. M. F. which 
assumes its effective value every -02 second ? 

5. What is the phase displacement between E 
and I, respectively of 220 volts and 10 amperes maxi¬ 
mum value, when the power in the circuit is 620 watts ? 

6 . Three 50 alternators, generating respectively 
100, 80, and 50 voltS) are connected to a circuit. What 
will be the value of the resulting pressure, and what will 
be its phase with respect to that of the 100 volts, if the 
phase difference between successive components is 60 ? 

7. If the three E. M. F.s are impressed upon a 
circuit, what will be the resulting instantaneous voltage 
3.012 seconds after the beginning of a cycle ? 

8 . In what respects does a three-phase alternator 
ijiffer from a single-phase alternator ? What are the 
reasons that lead to the use of the former in preference 
to the latter ? Give diagrams illustrating windings and’ 
connections of a multipolar generator of each kind. 

(Ord. A. C., 1900). 

9. A 1000-kw. three-phase 50-period 6600-volt 
generator is to be designed to run at 500 r. p. m. 
Calculate:— • 

(a) The number of poles. 
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(b) The currents which will flow in the windings 

with a power factor of 0.8 with both delta 
and star connections. 

(c) The true efiicienency for the 3-phase winding 

at full load ami 0.8 power factor, from the 
following data:— 

Armature resistance between terminals: 0.6 ohm. 

Field resistance: 0.5 ohm. 

Field current: 150 amperes at full-load and 
power factor 0.8. 

Iron loss: 15 kw. 

Friction and windage: 1 kw. 

(A. M. I. E. E. Exam., 1914). 

10. Describe clearly what is meant by the 
‘■hunting” of .synchronous electrical machinery, and 
enumerate the various conditions which may bring it 
•ibout. Discuss fully the nature of the cross currents 
which may pass between an engine driven alternator 
.ind a distant S3’nchronous motor, and explain their 
effect upon the losses of the system. 

(Honours, 1st Paper, 1911). 

11. Deduce a formula for the virtual electromotive 

lorce of an alternator, in terms of the number of con¬ 
ductors, flux per pole, and frequency, on the assump¬ 
tion that the electromotive force follows a sine law. 
Show by a vector diagram the relation between the 
terminal voltage on load and the electromotive force 
developed in the.armature. (Ord., A. C., 1910). 



330 THE ELEMENTS OF APPLIED ELECTRICITY 

12. The equation for the electromotive force E, 
generated in one ciicuit of an alternator, may be written 

E = kx/xZx N-i-10**; 

where / is the frequency, Z the number of conductors 
in series in that circuit, N the flux of am' pole (assumed 
all equal), and k a numerical coefficient, the value of 
which usually lies between the extreme values of 2 and 
2. 4. Discuss the origin of this coefficient k, and point 
out the features of the design which determine whether 
its value will be high or low. (Honours, 1st Paper, 1900). 

13. Describe, with accompanying sketch, some 
form ol synchronizing gear for paralleling alternators. 

(A.M.I.E.E. E.xam., 1914). 

14. Describe the construction of a modern form 
of synchronizer, and explain in detail the principles 
upon which it is based. Indicate how such synchro¬ 
nizers can be arranged for automaticall}' switching in 
the incoming alternator at the nght moment; and state 
in what cirpumstances it would be profitable to employ 
snch automatic paralleling arrangements. 

(Honours, 2nd Paper, 1909). 

15. Make a diagram of connections for a switch¬ 
board suitable for two single-phase alternators, which 
are to be switched to the same bus-bars, and show 
the arrangements which are necessary to synchronise 
the machines^ before switching on to the {)ars.’ 

(Final, 1st Paper, 1914). 
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16. Two similar alternators, separately driven 

by two good engines, are working in parallel on the 
same bus-bars. It is observed that they are not sharing 
the load equally. In what way or ways can they be 
made to take equal loads? In what way or-waj's can 
the whole of the load be thrown over from one to the 
other while they are still connected to the bus bars? 
What phase changes, if any, occur during the last- 
mentioned operation ? • (Ord., A.C., 1908). 

17. What are the effects cf a low power factor 
on the economical running of a power house ? 

(A.M.I.E. E. Exam., 1914). 

18. Explain why the terminal voltage of an 
alternating current generator varies with the amount 
and character of the load. Give numerical values for 
the voltage drop which may in practice be permitted. 

(Gard II„ A.C., 1913).. 

19. Give some account of the armature reactions 
in alternators, and explain in what way the cross- 
magnetizing and the demagnetizing effects dejiend on 
the nature, as well as on the amount, of the load. 

(Ord., A. C., 1910). 

20. What is the object of armouring cables? Why 
must all the conductors of an alternating-current circuit 
lie within the same armouring ? (Grade II., A.C., 1913). 

21. What are the causes of loss of power in 
a three-phase, cable? Would yon use a tjiree-core steel- 
armoured cable in preference to three single-core steel- 
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armoured cables, the core of each cable having the 
same section ? In which system would 3 ’ou expect to 
get the greater loss? In what respect does the core of 
an extra high tension cable differ from that of a low 
tension cable? (Ord., A.C., 1910). 

Note.—In Alterneting Current Systems single con¬ 
ductors should not be run through metal pipe or tube. 
If the metal be of iron or steel, the inductance of the 
circuit would be increased and eddy current would 
be set up, thus resulting in considerable drop of pressure. 

If the metal be non-magnetic, there is only eddy 
current effect and the inductance would be negligible. 
In both the above cases the conductors are heated 
and much energy is wasted. 

In two coreil cables there is only small eiUy 
current and inductance effect, as the field of the current 
in one conductor is practically neutralized by the other. 

Iij a three cored cable e.xcept the concentric ones, 
such effects are very small, for the algebaric sum of the 
currents and therefore their magnetic fields at any 
moment is zero. 

A three core concentric cable is never used in 
alternating current system, as in such cables the inductive 
effects are not neutralized. 

21. How does the presence of self-induction in 
any circuit affect an alternating current tharein (a) when 
the current is of low frequency; (b) when the current 
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is of very Jiigh frequency; (c) when the circuit is one 
in which a condenser has been interposed ? 

(Ord., A.C., 1908). 

22. Descnbe what is meant by “skin effeet.” 

* (A.M.I.E.E. Exam., 1914). 

Note—The phenomenon according to which an 
alternate current tends ttj have a greater densit)- near 
the surface than they have along the axis of a conductor 
IS called SKIN effect. This inequality of current 
density is due to the central or axial filament having 
greater number of megnetic lines than an element at 
the surface. This fact produces no effect upon a steady 
current, after the current has been steady it results in 
developing greater back E.M. F. of self-induction near 
the axis than near the outer filaments of the wire, and 
consequently the current density varies over the section 
and is less near the axis tnan it is near the surface of a 
conductor carrying alternating current. The effect is 
very perceptible in the case of high frequency or heav)- 
conductor. 

23. Show that if for any reason a current does 
not distribute itself with equal densit}- through the 
cross-section of a conductor of given material, the 
energy lost by heat in that conductor will be greater 
than would be the case if the current density were 
uniform all over the cross-section. Also show why 
with high frequencies the resistance offered by a 
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cylindrical conductor is greater than that offered by the 
same conductor to an equal current of lower frequency. 

(Ord., A.C., 1909). 

24. If the form of the wave-curve of an alter¬ 
nating electromotive force be given, show how to find, 
by a graphic construction, the virtual (root-mean-square) 
value of the electromotive force. (Ord., A,C. 1909). 

25. W’hat is the meaning of the term “form-factor” 
as applied to an alternating quantity ?' Suppose an 
alternating current to have the following successive values 
at successive equal intervals during one period, beginning 
from zero :—3, 4, 4.5, 5.5, 8, 10, 6, 0,-3, —4, —4.5 
—5.5, -*8, —10, —5,0. Find the root-mean-square 
(or “virtual”) value, and find also the form factor. In 
what conditions is the form-factor equal to 1.11 ? 

(Ord., A.C., 1910). 

26. .\n ammeter in a circuit attached to 100-volt 
mains reads 50, and the power factor is 0. 5. Assume 
sine curves and plot the volts and amperes to scale 
showing their proper phase relations. (C. and G., II.) 

27. Deduce a mathematical expression for the 

power in an alternating-current circuit in which a phase 
difference exists. (Grade II., A. C., 1912). 

28. Define the terms, power factor, impedancf, 
periodicity, and state if any of these affect the size and 
method of running cables, (Wiremen's Final, 1913). ‘. 

29. Define the term power factor in relation to any 



ALTERNATING CURRENT 335 

ilternating-current apparatus or circuit. Why is the 
power factor of a distribution system that works through 
feeders and step-down transformers not constant at all 
loads ? How can such a system be worked so as to 
improve the power factor ? What disailvantage has a 
low power factor (a) to the station engineer; (b) to 
the consumer ? (Ord., A. C., 1908). 

Note on the Supply Tariffs based upon Power 
I'actor;—The normal method of charging is based upon 
ihe energy consumption per Kw—hr. Hence, the consu¬ 
mer with a load operating at unity power factor is to a 
certain extent penalized compared with the one working 
.It a very low power factor; since the latter requires 
a relatively large proportion of the electrical generating 
and transmitting plant per Kw and yet charged at 
the same rate. The scale of charges which would 
really be equitable from the point of view of the 
supply companies should therefore be based partly 
upon the actual energy consumption in Kw-hr. and 
partly upon the consumption in K. V. A. hr. 

■An alternative method is to charge a flat rate per 
annum per K. V. A. installed or per maximum K. V. A. 
taken, in addition to a charge per Kw-hr. consumed. 

Effect of Low Power Factor on Piarning Ca,pacity of 
the System:—Compared with the case of unity power 
factor, operation of the lower power factor reduces the 
earning cap'acity of the plant etc., and thus it is necessaiy 
for profitable operation, to have a slightly higher scale 
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of charges than would be necessary if the plant could 
be used to its full capacity at unity power fector. 

Note that the value of the power factor only affects 
the dimensious of the electrical equipment, that is, the 
switchgear, cables, tbe rating and performance of the 
whole of the electrical apparatus concerned in the 
generation and transmission; it does not appreciabl}' 
affect the prime movers. (A. E. Clayton’s Power P'actor 
Correction.) 

30. The power factor on a three-phase j^lic 
supply system is found to be very low, viz. 0.65 : what 
steps can be taken to improve this ? 

(A.M.I.E.P:. Exam., 1914). 

31. A certain motor takes a current of 30 amperes 
at a pressure of 200 volts and 50 frequency. The 
power factor is 0.8, lagging. The motor is shunted by 
a liquid condenser of adjustable capacity. To wbat 
value must you adjust the capacity so that the current 
taken from the supply circuit shall be a minimum ? 

(Grade II., A. C., 1912). 

32. What brake horse power would be required 

in an engine to drive (a) a D. C. generator liaving an 
output of 230 volts 500 amperes at an efficiency of 85 
per cent., and (b) an A. C. generator having the same 
output vrith an efficiency of 82 per cent, and power 
factor of 85 per cent. (Wiremen’s Final, 1913). 

33. What is the relation between the line volts, 
and phase volts, and the between the line current 
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phase current, in a three-phase star-connected alternator ? 

If one of the phase windings of a three-phase alternator 
is connected up wrongly, how would the line voltage be 
affected? (Ord., A. C., 1911). 

34. It is proposed to distribute energy by a three- 

phase 4-wire system, and the declared pressure at the 
consumers’ terminals is 220 volts. For what pressure- 
should a three-phase motor be wountl, and how should, 
the whole installation of motors and lighting be 
connected so as to prevent any unbalancing of such a 
distribution system ? (A. M. I. E. E. Exam., 1913). 

35. Discuss the value of the voltage to earth of 
the terminals on a three-phase star-connected generator 
with its star-point (a) earthed, (b) insulated. In case 
(b) what is the voltage to earth of each of the terminals 
when one of the terminals is grounded ? How is your 
.inswer modified, if the machine is mesh-connected ? 

(Final, 1st Paper, 1914). 

36. The equation of an alternating current is i ss 
200 Sin 377 t. I-'ind (1) the maxinum value of the 
current, (2) the rate at which the current is changing 
when the current is a maximum, (3) the rate at which, 
the current is changing when the current is zero, (4) 
the effective value, (5) the average value, (6) the fre¬ 
quency, (7) the period, (8) the periodicity. 

37. Deduce an expression for the power in a, 
single-phase alternating-curfent circuit' in yvhich a 

22 
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phase difference exists, and give the power in a three- 
phase circuit with balanced load in terms of the voltage 
and current. (Grade 11., A.C., 19M). 

38. ' The input to a three-phase star-connected 
line is 10,000 k. v. a., and the initial pressure .is 30,000 
volts between phases, the power factor being 0.95. 
The line is designed for a pressure drop of 10 par ce it 
of the initial pressure. 

State;— 

(a) The current in each conductor. 

(b) The voltage between each conductor and the 
neutral point at the receiving end. 

(c) The total energy received at the end of the 

line. (A.M.I.E.E. Exam., 1914). 

39. Two identical installations, one supplied with 

three-phase alternating, and one with direct current, 
each take a steady load of 10 electrical H.P. at 200' 
volts. What is the line current in each case, and how 
many Board of Trade units would be consumed per 
hour, assuming the power factor of the A.C. circuit 
to be 0.85? (Wiremen’s Final, 1914). 

40. Determine the relative weights of copper 
required in the transmission lines to supply a given 
power over a given distance at the sanie efSciency 
of line, when the transmission is made by (a) continijKJre 
current, (b)' single-phase lltemating current, 
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phase alternating current. The maximum voltage to 
earth of any one wire is to be the same in each case. 
How is the problem affected by the power factor if 
alternating current is used ? (Grade II., A C., 1914). 

41. A certain factory is fed from a three-phase 

50-cycle supply by means of a long aerial line. 
The kilovolt-amperes measured at the factory are 1040 
at a lagging power factor of 0.75, the voltage being 
6000. Find the voltage at the generating station if ’ 
the resistance of each of three-line wires is 1 ohm and 
the coefficient of self-induction 0.006 henr>-. If now 
there is installed a synchronous motor, which takes 
an input of 900 K. V. A. at 0.6 power-factor leading, 
in addition to the other load, find the voltage at the 
generating station. (Final, 2nd Paper, 1913). 

42. Explain with diagram of connection the 

method of measuring power in a three-phase circuit by 
means of two wattmeters, assuming the loading to be 
unsymmetrical. (Grade II., A. C., 1914), 
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193. Mechanical Analogy of Resistance. 
Inductance and Capacity :—Take a jjiece of steel rod 
AB (Fig. 7.01) having very little inertia or flexibility, and 
■pivot on the centres PP' in a frame. If AB is twisted 
first in one direction and then in the other, it is 
analogous to applying an alternating E. M. F. to a 
circuit. As it meets with little resistance in its rotation:, 
this reprsents an electric circuit containing little 
resistance and no inductance or capacitance. 



Fix a very light but stiff 
card-board vane C V to the 
rod AB. The light Caku- 
BOARD VANE HAVINA NO 
INERTIA REPRSENTS RE&IST' 
ANCE in the electric) circiiit. 
If now the same alternating 
twist is applied, the rate of 
rotation (strength of current) 
will be less than in the first 
case; but if there is no inertia, 
the rotation will change directly 
with the twisting force and 
will always be at the same rate 
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Take away the vane anil next let a small fly-wheel 
L be attached to the rod AB, and apply the alternating, 
twisting force as before. The miDdmum force \yilf have 
to be applied at the start, and less force will te'. 
necessar)' when L gets into motion; and when once 
L is Set m full motion, it wiU continue to move in the 
same direction for some time, even when the twisting 
force is withdrawn. To stop L and reverse its 
direction of rotation, the twisting force must be applied 
in the opposite direction. This is analogous to an 
electric circuit containing inductance, and this induct¬ 
ance may be taken to be electric inertia. 

Now, detach the fl)’-wheel L from AB and introduce 
.1 SPRING S representing CAPACITY in the Circuit, 
and apply an alternating twist to AB. The elasticity 
of the spring tends to bring the pointer P to its original 
position. Thus it helps the pointer P to come back 
to its orginal position and opposes any force which 
tends to rotate the pointer P outwards in either direction. 
This is analogous to the effect of capacitance 
which always heljis the current to reverse when an 
alternating E. M. F. is applied to a circuit. 

Thus the whole phenomenon of an alternating 
current circuit containing resistance, inductance and 
capacitance may be mechanically represented by the 
vane, fly-wheel and spring attached to the steel rod 
as shown in the diagram. It is not necessary that 
all these factors Vill be siniultaneously present, any 
combination may be used in the mechanical model' 
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to demonstrate the action of the aforesaid elements in 
the electric circuit. 

IM. Difference between Indnctnnce and 
Ohmic Resistance.—(V. Karapetoff) (1) Suppose a 
circuit is-carrj-ing a current I when the E. M. F. applied 
to the circuit is E. If we now introduce a resistance or 
an inductance in this circuit the E. M. F. must be 
increased to get the same current I. So far, both 
resistance and inductance affect the circuit exactly m the 
same way and they are similar. 

(2) Ohmic resistance, however, does not depend 
upon the variable or steady nature of the current; the 
potential drop due to it depends upon the instantaneous 
value of the current. But the effect of inductance is 
apparent only when the current is varying, the induced 
E. M. F. or the drop in potential due to it is 

proportional to the rate of change of current, e=L ^ . 
and not to the absolute value ot the current. 

(3) As regards the nature of their origin, resistance 
is due to some molecular friction in the conductor 
itself, but inductance is caused by the'inertia of the 
magnetic flux surrounding the conductor. 

(4) The energy used up in over-coming resistance 
is converted into heat and is lost electrically. The 
energy used in overcoming inductance is stored in the 
form. of magnetic energy of the field, and is ^voi 
b^k to the electric circuit through the medium ,(rf 
induced E. M. F. 
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(5) Ohmic resistance does not change with the 
shape of the conductor, but inductance essentially depenc^ 
upon the form of the conductor. Thus a conductor 
whether it is straight or coiled has the same resistance, 
but the inductance will be altogether diherent in the 
two cases. 

195. Self Induction.— If a circuit connected to 
a source of E. M. F. is closed through a switch 
S, (Fig. 7.02) a current is established in the coil 
and a magnetic flux is 
set up. The lines of 
force produced by a coit 
grow and die away. They 
ciit not only neighbouring 
Fig 7.02 wires but also the turns of 

the coil itself. Each line of force emerges from the 
wire of the turn to which it is due, and gradually 
grows until it finally lies entirely in the iron ring, having: 
cut, on its way, every turn in the coil. 

Let S be the number of turns in the coil, 

A the cross.section of th'e iron, 
and I the length of the magnetic path in the 
ring, 

•Assume that this permeabilty is constant, which is- 
approximately true for low values of the induction, 
for which B is roughly proprtional to H. If, now, 
the current I absolute units increases by an amount 
dl in the time dt, the increase in the number of lines 
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of force per sq. cm. will be ilB= 
the increase in the total flux will be 


4 IT .S, (11. fi 
= - . 1 


f and 


d ^ = 4 S. dl. ^ ^ 


But all these lines of force cut S turns, in the time dt, 
and the flux being cut by the conductor produces, a back 

or counter E. M. F., e in each turn so thate= —to 

d t 

Oppose whatever change of current produced it. Since 
d tfi represents an. increase in the number of lines, 
■we must put a negative sign before the right-hand 
side of the E. M. F. equation. Substituting this value 
of d ^ in the equation 


or in S turns, e^ — 


d 4> 

dT’ 

C d 

^d t ’ 



A 


-i— absolute units, 
d t 


If the current is expressed in amperes and the 
electromotive force in volts the right-hand side must 
■be multiplied by 10“®; then. 


4 ». S*. u. A 


di 


-- ^ io-». -^-1- volts. (1) 

( dt 

The expression ' ff - — . 10“® gives us Ibe 
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coefficient of self-induction of the coil in practical 
units, that is, in henries. Denoting this by the letter L, 
V.C have 

T di , 
e=—L.—,— volts, 
d t 

Hence, if c=l when-^|-^-=l, the self-induction 
d t 

must be 1 henry, i. e., if a coil has a self-induction of 
1 henrv, an E. M. F. of 1 volt will be induced by a 
stead}' change of current at the rate of 1 ampere 
))er second. 

The coefficient of self-induction can also be 
expressed thus :—• 

Now is the flux produced by 

a current of one ampere, and multiplying this by S 
gives the total number of linkages produced by one 
ampere. Or the Induct.ance is the interlinkages of 
flux and turns per unit current. Thus the coeffi¬ 
cient of self-induction in henries is the number of 
linkages produced by a current of 1 arhpere multiplied 

by 10*. Thus L expressed in practical units 

it is henries, where I is the curient in amperes. 

Further as e = —L , ande= — . 

dt dt 
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di _ 

^ lU"'dt 



= -|^ S Flux X interlinkage factor, 

which is the fraction of the total current enclosed by the 
flux when the total flux linking with the circuit (if the 
conductor has more than one turn or loop, (t> is the 
product of the flux linking with one turn and the 
number of turns), 

I=the current flowing in the circuit, in c. g. s. 
uftits, 

e=the electromotive force of self-induction, in 
c. g. s. units, 

L=the inductance of the circuit, in c. g. s. units. 

The henry is the unit of self-induction and that 
coil has unit coefficient of self-induction for which the 
above expression is equal to 1. 

Frpm equation e = — L. volts, it is seen that the elk:- 
tromotive force of self-induction depends not only on 
the construction of the coil, but also on the rate at 
which the current, is varying. If the coil contains an 
iron core of crass-section A* length. /, and permeabiljit}' 
/i', ei^n. (2) becames 
.4’rS2 


.4rS® u, « 
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•4*S* 

s= — - —(A-A* +/iA*) henries. 

196. CalcDlation of the E.M F. of Self induc¬ 
tion in a Coil of known Constants.— The E. M'. F. 

in any coil is proportional to the rate of change of the 
lines of force threading through the coil, and to the 
number of turns in the coil. If be the whole change 
in the number of lines of force due to any Cause in 
T seconds, and the number of turns is represented by 
S. the E. M.F. will be 


E=: 


o S 

fo^ • 


...( 1 ) 


4> S 

In this eciuation gives absolute units of E. M’ F. 

• * 

or dynes, and 10** reduces to practical units.of E. M. F. 
In a long solenoid 

10 ’ ■ -K) 

in which S' is the number of turns per centimetre of length 
of the solenoid, A the area of the coil, and abso¬ 
lute amperes, I being practical amperes. Substituting 
this value of 4> in (1), the self-induced electromotive 
force 


4 rr SS' A I 

iPr 
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The number of lines passing through the coil when 
the current is 1 C. G. S. unit is 4 » S' A. If the coil 
have iron in it so that its permeability becomes /i instead 
of'l, (3) will become 


E = 


4 TT SS' A/i I 
109 T~ 


... (4) 


■Also in (.i) 4 IT SS'A = L, the coefficient of self- 
induction, and we may write 



... (5) 


Here L is expressed in absolute units, 
given in henrys 



If L is 
... ( 6 ) 


When (4) is applicable, L = 4ir SS' A /i absolute 
units; or 

, 4rSS'A^ , 

L =--henrvs. 


109 


This again gives (6) 
I 


E = L 


T • 


Therefore the E. M. F. of self-induction is equal 
to the coefficient of self-induction in henrj-s multiplied 
by the rate of change of the current in amperes per 
second. 


^ 4rS'A;iI 4,SS'AuI LI 

therefore we may express, for unit current and perme¬ 
ability, 
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L = 


10 '-> ' 


(7) 


Ezampie 1. How many volts of counter E. M. F. 
will be developed in a solenoid 40 ceniimetres long 
uniformly wound with 200 turns of wire, the area being 
4 square centimetres, and in which the current of 4 
am))eres takes 0.01 second to rise from zero to its- 
inavimum value ? 


Solution:— 

S=200 turns, /=40 cm.; hence S'=200-;-40 = 5 
turn’per cm. Also A = 4 .sq. cm.,/i=l, and T=l/100‘ 
second. 


Applying (4). 

4 ’r X 200 X 5 X 4 X 1 X 5 

loir^o.Ol - 

= 0-005022 volts. 

Example 2. Suppose that in the above example 
a core of iron whose permeability may be taken to be 
1000 wert! put in the solenoid. How many volts of 
counter E. M. F. will be set up in the coil ? 


Solution:— 


E = 


4 ir X 200 X 5 X 4 X 1000 
10»x0.01 


= 5024 volts. 


197. Qhokini coil —A coil having a large self^- 
induction is called a Choking Coil. It consists of aH’ 
iron core ben,t into a ring wth a .small ait-gap and 
wound with insulated copper wire.. The m^ettc flux 
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ilensity being kept smnll, the reluctance of the iron 
may be neglected and only the air-gap is considered in 
calculating the self-induction. 


vi98. Design of choking coil. —-Assume the 
follovvirig data:— 

Length of 'magnetic path in air-gap... / =.75 cm. 
Cross-section of path normal to the 

flux ... ...A= 15 sq. cms. 

Number of turns in coil ... ...S = 250. 

Effective value of current ... ... i = 10 amps. 

Frequency ... ... ... f=50. 

Then, since the permeability of the air is 1, we have 

L. .ir» '^ 10 -. 




.75 


=0.016 henry 

We have also 

(0 = 2 n /=314. 

Hence, for the electromotive force of self-induction, 
we have 

E, = L<o. i= 0.016. 314. 10= 50 volt's. . 


A voltmeter connected across the terminals of the 
choking coil will read almost exactly 50 volts, showing 
that the coil acts like a resistance in causing this drop 
of pressure. 

In order to design a choking coil a suitable cross- 
section of iron and a convenient number of turns for 

the coil are to be taken to avoid unsuitable flux density. 

•# - 

Let ^=the total flux at the mom»it of maxiitttim 
current,' 
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A = the cross section of the iron. 

Then, = A. 

I'or the value of the flux at any moment we have 
<i) sin a = (j) sin wt. 

Hence, the rate of change of the flux will be 

(1. sin o • 

—jj,- - =<() o> cos ((ut). 

If the coil have S turns, the momentary value of 
the E. M. F. will be 


E = — (J). 0 ,. .S. cos (u)t) 10-“ volts. 

The o.nly variable here is the cosine, which h:u« a 
maxium value of 1. 


Hence, 

E,„„ = 0. ">. S. 10-“ =2 IT. /. 4). S. 

10-® volts. 

.\ow, 

'E„„„ = v/2TE. 



.-. E = 4. 44 f <t.. S. 10-« volts. 

... (1) 

Also, 

p - „ H _ IT. S. i„„„. n 



■> 1 

and. 

2. i* 




... • (2) 

This 

equation is very converiient for calculating the 


magnetising current of a transformer. 

Now we chose a suitable value for the magnetic 
flux-density. If, for example, an E. M. F. of 50 volts 
is to be induced by a current of 10 amperes at fre¬ 
quency of 50, we may proceed in the following manner.> 
Let 5,000 lines per sq. cm.; neglect the path 
10 the iron and consider the length / of the ak*pat^ 
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The cross-section of theironis assumed to be 15 sq. cms. 
We have then 

.A = 5000 X 15 = 75000. 

From equation (1) we have 

E .10» 50xl08_ 

1^44 .())./ ~4.44 X 75000 x 50” 

Putting the number of turns S equal to 300 in 
equation (2) we get 

, 1.78 . S . ^ . i 1.78 . 300 . 1 . 10 , 

■ —=—5000— 

This is the length of the air-gap. The cross-sec¬ 
tion of the path across the air gaj) has been taken as 
equal to the cross-section of the iron. The lines of 
force, however, do not pass straight across the gap, but 
curve round from pole to pole. The cross-section of 
the path across the gap is, therefore, considerably great¬ 
er than the cross-section of the iron. The presence 
of paper or varnish insulation between the sheet-iron 
stampings of which the core is built up will still further 
increase this effect. The above coil will consequently 
cause a greater drop than 50 volts when carrying 10 
amperes, 

198. Applications of Choking Coils-— It is 

used for: (1) Reducing and regulating the pressure of arc 
lighting circuits without appreciable loss of ppwer, such 
as would occur if a resistance were used for ■ the same 
purppscL. 
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(2) Viin-ing or dimming the lights of a number 
of glow lamps. 

(3) Controlling voltages across electric furnaces, 
and welding and other apparatus. 

(4) Protecting electrical machines from lightning 
in generating or substations in connection with over 
head lines. 

(5) Preventing the flow of an excessive current 
due to accidental short circuiting when it is used in 
series with large alternators. 

^6) For limiting primarj- voltage when a large 

transformer is .suddenly switched on to the mains. 

Its great advantage is that the power absorbed by 
it is much less than that absorbed by a resistance. 

Let X = reactance of the coil having negligible 
resistance, 

R = resistance of the apparatus with which it is 
used, 

Z = the total impedance. 

Then, the power absorbed by the combination 
= VI cos4)=VI ^ = 1* R. 

/j 

If instead of a choking coil a resistance R, is used, 
the pov^er absorbed is I2(R + Rj) = VI, which is greater 

R4* R 

than that absorbed by the choke coil in the ratio of — ^ —V, 

K 


23 
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Example 3. A choking coil is required to enable 
a number of incandescent (non-inductive) lamps to take 
5 amps, at 120 volts from one A. C. supply at 225 
volts. If the effective resistance is 5 ohms find its 
reactance, and compare its efficien&y with that of a 
series resistance for the same puqiose. 

Solution:— 

The resistance of the lamps =120/5 = 24 ohms. 

.’. Total resistance in circuit = 24 4-5 = 29 ohms. 

The total impedance = 225/5 = 45 ohms. 

Reactance of coil = ^ |(45)2_(29)^i. 

= V{74 X 16)= ViTm" = 34.4 ohms. 
Efficiency=24/29=1-2'V = 1 -.1724 = .8276 or 82.76 

per cent. 

With a series resistance:— 

Total resistance in circuit = 225/5 = 45 ohms. 

Series resistance=45 -24 = 21 ohms. 


.•. Efficiency=24/45 =.53.3 or 53.3 per cent. 
.Alternately:— 

Power used by lamps = 120 x 5=600 watts. 
Power absorbed by coil = (5) ® x 5 = 125 watts. 


Efficiency of coil = 


600 600 125 

600-1-125“ 725 725 


= 1 - .1724=.8276or 82.76, 
Power absorbed by series resistance 2 

= (225-120) X 5=525 watfeV 
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. . ■ 600 600 
Efficiency of senes resistance = ,- 77 ;;—= 

■' 600 X 525 .1125 

=.533 or 53.3 %. 

200 - Computation of the SelMnductance of 

a Coil with an Air Core— The absolute permeability 

of air, that is/i„, is always = 3.192 [lerins. per in. cube. 

Substituting this luliie in the formula— 

. _ S® X X A_ 

100,000,00077’ 

the inductance of an air core coil is: 

S2 X .3.192 X A 
100,000,Odb X / 


Example 4. What is the inductance of a coil of 500 
turns wound on an iron core which is'25 ins. long having 
a sectional area of 45 sq. ins. ? 

Solution :— 

Assume /<,,=5000. 


S® X ft, X A 
10 «x/ 


(500)’* X 5000x45 
]b»x25 ■ 


=22.5 henrys. 


N. B.—The expression 


0.4 TT. U. A 


represents the 


lines produced by one ampere-tum. 


Examples- A coil of 300 turns is supplied 
with various amounts of current, and the flux 
produced, when 1 amp. flows, is 2000 lines. Find the 
inductancq. 


L= 


300x2000 

1x10* 


=6x10"* henrys. 
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Example 6t What is the inductance of the field 
of a 12-pole alternator, if the 12 field spools are 
connected in series: each spool contains 500 turns, and 
a current of 5.65 amps, produces 5.4 megalines per ])ole ? 

Solution:— 

Total number of turns in the 12 spools 

• =12 x500=6000. 

Each turn is interlinked with 5. 4x10'’ lines. 

Total number of interlinkages at 5. 65 amps. 

= 6000x 5.4x 10® = 3-2. 4x10”. 

.-. Number of interlinkiges per unit (absolute) 

. . . 32.4x10” 

current, or the inductance is---, 

.565 ‘ 

= 57. 345 X 10” = 57. 345 Jienr>-s. 

Example 7. What is thj indutance of an air-core 
coil having an infernal diameter of 1.6 in. (area = 2.01 
sq. in.) 200 turns, and a length of 25 ins. ? 

Solution:— 

Substitute in the formula tibove : 

•I ^_S^x3.192xA _ 200x200x2.19x2.01, 
100,0007000x7 100,000,000x25' 

= .000103 henrys. 

= 0.103 miUiheniys. 

Example 8. An electric circuit consists of 200 turns 
of No. 10 S. W. G. wire (='013 sq. in.) of 15 inches 
mean length of turn, wound round an iron core having 
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I cross-section of 5 sq. inches, and a mean length of 
.'0 inches, the hysteresis coefficient of the iron being 
1=2.5 X 10“*, By interposing an air gap in the magnetic 
■ircuit of a section of 10 sq. inches, (allowing for 
qiread), the reactive coil gives 200 volts e. "m. f. of 
>elf-inductance lit 20 amperes and 50 cycles. (Specific 
'esistancc of copper = 1.8x10“®). 

What should be the length of the air gap, and 
what is the resistance, the rciictance, the effective 
nn])edance, and the power-factor of the reactive coil ? 

Solution:— 

V - ^ - l-Sxl0-«x200x]5 

= .164 ohm. 

E (effective) = ^2 vfn<^x 10“®, 

= 4.44 / n ^ X 10“® volts. 

200=4.44 X 50 X 200 X X 10'®, 
or, <|>=450500 lines. 

In the air gap, flux density, 

450500, 

10 

= 45050 lines per sq. in. 

= 6980 lines per sq. cm. 

Now,^the number of ampere-turns, 
k=s.I = 200x20=4000 (effective), 

=5660 (maximum). 
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Thus, 5660 ampere-turns must be provided 
(neglecting the ampere-turns required by the iron part 
of the magnetic circuit as relatively very small) by the 
air gap for. producing a flux density, B = 6980 lines 
• per sq. cm. 

Therefore, substituting numericiU values in the formula— 


B = 


4 ir k 
10 / 


or, /= 


4 IT k 

lor’ 


we have. 


4 » X 5660 _■! n/y 

TOlTbOST" ■ 


cm. 


Again, .from 1^1=450500 lines, the density in the 
iron with a cross-section of 5 sq. in. is 


Bi= -^2^^=90100 lipes per sq. in. 


= 13970 lines per sq. cm. 

Loss of energj- per cycle per cubic centimetre, 

W=r, Bji'* 

= 2.5 X 10-3 X (13970)»•«, 

= 10725 ergs. 

Hysteresis loss at /=50 cycTes, and volume V=20 x 5 
X (2.54)* = 1638 cu. cm., is 
P=V/,Bii-«, 

= 1638 X 50 X10725 ergs per sec., 

= 87.8 watts. 

Effective hysteretic resistance, 




87.8 

20 * 


=.22 


ohm. 
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Total effective resistance of the coil, 

K = Ri + Ka = .164 + .22=.384 ohm. 

Kffettive reactance,X = - = 10 ohms. 

Impedance, Z= 10.01 ohms. 

R 

Power factor, cos i^=^ =3.8 per cent. 

Total apparent power of the coil = I^ Z 

= 4004 volt-amperes, 
l-oss of power = I® R=15.i watts. 

?01 Mufiial Induetion. - In the preceding 
articles the only reactions which have been considered 
w hen a current in a circuit is varied, are those existing 
or arising in the circuit itself. In general, however,’ 
when there are two or more circuits in proximity, any 
change in the current in one will cause inductive 
effects in the others. The former is called the 
Primary circuit, and the latter the Secondary. This 
effect is known as the mutual induction between two 
or more circiuts. 

Mutual induction plays an important part in the 
operation of most alternating-current apparatus, such 
as the transformer, the induction motor, etc. Without 
the transfomer and the induction motor, the present 
development of alternating-current systems of power 
distribution and utilization would be impossible. 

As in. self-induction the e. m. f. induced , in 
any circuit 1 as the result of the variation of the 
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■current in any other circuit 2 is called the electromotive 
force of Mutual Induction in circuit 1 due to circuit 2 . 
This may be expressed symbolically thus : 

e-M ^ 

e,2— iM,2 j j , 

where M,2 is a constant provided the permeability 
•of the circuits is constant. When the permeability 
varies with the current in either circuit, M, 2 also varies 
with the current. M , 3 is called the Coefficient OF 
Mutual Induction or Mutl.u. Inductance of 
circuit 1 with respect to circuit 2, and may be defined 
as the ratio of the electromotive force Cj 2 induced in 
any circnit 1, due to a change in the current i.j in any 
other circuit 2, to the time rate of change of this 
■current ig ; that is, 




d t 


Ezamp’e 9. Two circuits have a mutual inductance 
of 2 henrys. Assuming that all the lines of force 
induced pass through both circuits, what must be the 
rate of change of current in one in order that the 
induced- e.m.f. in the other may be 10,000 volts ? 

(C. & G. II.) 

Solution:— 

We have 

d i2 

®i'2 —~‘*”i2 j t • 
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10000 = 2 - 4 ^. 

• (1 t 


or. ' d't"~ amps, per sec. 

i. e., the current chanj^es at the rate of 5000 amperes 
jier second. 


, Again, as in the case of self-inductance, mutual 
inductance may also be expressed in terms of the 
magnetic linkages protluced in circuit 1 by the passage 
of one C. G. S. unit of current in circuit 2 . Thus— 



ivhence. 


d 

d t 


(M,2i,) = -M 



where <j)j 2 is in maxwells. 

The practical unit of mutual inductance is the same 
as that of self-inductance, viz. the henry, and is 
'■quivalent to 10" or 10** magnetic linkages according its 
the current is in absolute or practical unit. 

The number of magnetic linkages threading a coil 
'’f S, turns, produced by a second coil of Sg turns 
arrying a current ig will be, for the same coil frames 
md positions, nearly proportional to Sj Sg ig. 

Moreover, as will be show'n later the mutual 
iiductance of one circuit with respect to the other is 
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the same as the mutual inductance of the second circuit 
with respect to the first, i. e., Mj2 = M2j. 


202 Relation among the Mutual and Self» 
inductances of Two Circuits having Constant 
Magnetic Reluctances- —(11 If no flux leaks be¬ 
tween the two circuits, that is, if all the flux is inter¬ 
linked with both circuits, and if 

Lj = self-inductance of the first circuit, 
Lj = self-inductance of the second circuit, 
M = mutual-inductance of the two circuits, 
then, from the fundamental relations: 


L, _ , 

T — 

^2 - 


<Pl = 

<t>2 — 


i, S, 
It 

It 


we have L, = M''* 

or, M = 7L7-L2 ••• (1) 

which is the maximum value of the mutuat- induct¬ 
ance. 


( 2 ) If flux leaks ■ between the two circuits, 

< Lj L.^. In this case the total flux produced by the 
first circuit consists of a part interlinked with the circuit 
itself, and a part interlinked with the second circuit 
only. Thus, if L, and are the inductances of 

L' * 

the two circuits, and are the ■ (total) 
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produced by unit current in the first and second circuit 
respectively. 


Of the flux 


Li „ 


a part , is . interlinked with 
■S, 

the first only, Kj being its self-inductance or’leakage 

inductance; and part -3— interlinked with the 
^2 

.second circuit also. M being the mutual inductance. 

L, K, , M 
Thus, - 1 - = ^ + 

•T, 

Hence, if Lj and L2 = inductance. ‘ 

K, and Kg = self-inductance, 

and M = mutual-inductance of two cir¬ 
cuits of S, and Sg turns 
respectively, 


I^__K, _M^ 

S, “ .S7’ 


j.- 




K., iM 
+ - 


^2 


S, 


or, L, = K,-P-|l-M. = 

.’. M 2 = (L,-K,) (Lg-Kg) ... ( 2 ) 

If Kj and Kg are both zero, ( 2 ) reduces to ( 1 ). 

Sxample 10. Two coils of 9 ohms and 4 ohms 
reactance, respectively and negligible resistance are con¬ 
nected in series to a. P. D. of 225 volts. Find the cur¬ 
rent which .flows if their mutual inductance is (a) of its 
maximum value, (b) of half this value, (c) of its maximunv 
negative value. 
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Solution:— 

(u) Maximum value of mutual reactance, 

(.) M = ^9 N 4 = 6 ohms. 

The combined reactance = Lj + 2M + 

= 9 + 2x6 + 4 = 25 ohms. 

225 

.-.Current flowing = .-^^ =9 amps. 

(b) Mutual reactance=3. 

.-. Combined reactance=9 + 2x3 + 4, 

= 19 ohms. 

• 

225 

.-. Current = --^— = 11.85 amps. 


(c) Combined reactance=9 —2x6 + 4 = l ohm. 
225 

.-. Current = _y-=225 amps. 


il03 Coefficient of Electromagnetic Conpl 

Jng —The coefficient of electromagnetic coupling betweei 
two circuits having mutual inductance is the ratio of M ti 

\/'Lj Lg. 

M 

Coefficient of coupling =--——, 

v/Li Lg 

v/ i-1 Cg 

The coupling between two circuits is s-aid fo be clos 
when the coefficient of coupling is large. Close couplir 
is generally required in commercial transformers, sine 
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the voltage regulation of a transformer depends ver}- 
•largely on the closeness of coupling between its primar)- 
and secondary windings. Good voltage regulation 
rc(]uires small magnetic letikage -between j ’-imarj’ and 
.-.econdaiy windings, and therefore close coupling. Such 
I lose, coupling as is used in commercial power 
tr.insfonners is. howet'er, undesirable in transformers for 
radio work, b'or in radio work, circuits having coupling 
I oefficients greater than .5 are said to be close coupled, 
w herciis in commerciid transformers the value may be as 
high i s .98 or .99, v\ hen they are close coupled. 

204. Calculation of Mutual Inductance-— In 

iktcrmining mutual inducttince it is first necessaiy- 
to ascertain the number of lines of force of one circuit 
which will cut the other circuit when a current of 
J amp. flows in the first circuit. Then this number 
representing the cutting flu.v, is elivided by 10” to get 
the result into heniys. 

We shall take the simjdest case of two solenoids, 
so asSocitited that there is no magnetic leakage, i. e., 
all the flux produced by the one, links all the turns 
of the other. 


Let Sj, A,, /, and i, represent the total number 
of turns, the cross-sectional area, the length and the 
current in the primary circuit; then 




a> 
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If each turn of the secondurj' is traversed by this flux, 
and if there are Sg turns in the secondary, then the 
total flux or linkages, through the secondary is 
given by • 



S 2 d 


/, 'Tt 


__ 4 Sg A] di | 

/\ ' dt ' 

from which, 21 = ~ ~ ' 

= henrvs ... (.i) 

Note.—We arrive at once at this result, if we 
make the current ij in the primary circuit unity (=1 
amp). 

If, instead of an air-core we have one of permeability 
fi, we have to substitute jn H, =B, for H, in eqns. (1). 
and so, 

henrys. , ... (4) 

. Further, if the iron-core has a cross-section different 
from that of the coil, say A, eqn.. (4) becomes ‘ 

^ 21 = (Ai—A4-^A)heniys. ,... i?' 
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The similiirity between these formulae ami those for 
Calculating self-inductance is evident. 

The formulae, given below like all practical 
simple ones for calculating inductance, give '.ppro.\imate 
results, which, however, are usually sufficiently accurate 
(or most i)ractical jHirposes :— 


_ S, X S.j X ft, X A 
‘ “ lOOTOOO.OOO X / 


(henrys). 


where S, ^ number of turns in one of the concentric coils. 
S.> = number of turns in the other concentric coil. 


The other symbols have th.e usual meanings. 
Where the coils have an air core, the mutual induction 
then is : 


S, X X 3.192 X A 
■ i00,000'0()0xr ^ ” 


(hemys). 


tXftnplell. Calculate the approximate mutual 
inductance of two concentric coils wound on the wooil 
(non-magnetic or air) core, 2 ins. in diameter (area 
= 3.14 sq. ins.). The coils are each 20 ins. long, one 
having 500 turns and the other 300 turns. 


Solution:— 


Substitute in formula above : 


M ^ ^ X Sj X 3.192 X A _ 500x 300x3.19x3.14 
100,000,060x1 ' "Too,000,000 X 20 

=0.00075 henry=0.75 millihenry. 

ExhidfI^ IJ. What will be the apprcHpate 
rontual induction of two. concentric coils, each of the 
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same number of turns as specified in the above example, 
if they are wound on an iron core 2 ins. in iliameter 
and 20 ins. long ? Assume /i, = 0000. 

Solution ;— 

xr _ S, X S 2 X ^’x A _ 500 X .500 x 6000 x 3.14 

^ " 100,000,000 x 1 100,00*0,000 X 20 

= 1.4 henry. 

Or, instead, 1.4 henry=1400 milliheiry. It is obvious 
that the inductance in this example is as man\- times 
greater than that in the preceeding example as the 
permeability of this iron is greater than the permeability 
of air. That is, . 

M : 0.00075 : : 6000 : 3.19 
Then, L,„=1.4. 

20 s. Magnetic Energy of Two or Moie 
Electric Circuits.— We have already seen that when 
the current in an electric circuit changes, the corresponding 
change in its magnetic field induces an E. M. E., not 
only in this circuit, but also in every other neighbouring 
circuit. If this induced E. M. F. (as it is generally 
called) establishes a current in such a circuit, there will 
be a transfer of energ)' from one circuit to the other. 
Whether work is done on the cunent, or is done by 
the current in a given circuit, depends upon the relative 
direction of _ the current and the E.M.F. induced in" 
this circuit. 

I. Consider two neighbouring circuits fixed in size, 
shape and relative position, ahd let the perniealaSty 
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of every body in the field be constant. Let Lj' and 
L._j be the self-inductances of-the two circuits, and Mj^ 
the mutual inductance of circuit 2 with respect to 
circuit l,.and Mgi the mutual inductance of 1 with 
respect to 2 ; let ij and ig be th^ currents in'the two 
circuits at any instant. Then the total linkages of the 
two circuits are 


<j)j —Lj ij -fMj^ i^ I 

= L^ iaij J 


... (a) 


where the (p, s and i’s may be positive or negative. 
Let di, and di^ be small increments of the two curraits 
in time dt ; then the back E. M. Fs. induced in the two 
circuits are :— 


Cj 


<^ i 

dt' 


= L, 


‘lii .f 


dig 
u t 


e — i!^ —L -t-M 

e,-_—_L,_t-+Mgi-^. 

.\nd the drop of potential in the circuits is 
Vi = Rr i,+ei = Ri 


vg = Kg ig + eg = R, i, -P L,.^ -P M, , 

so that the total difference of potential it the circuits are 
connected in series is 

V = Vj-pVg = 


•di, . 


+ Rg ig + Lg-^t' + Mg 


di 


dio 


dt, 


24 
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= (R, +R 2 )i + (L,+M,2+M,,+L,)-^ 

But = (See P. 372.) 

the pombineci imluctance= L, + 2M + Lo, 
where M = M j ,j = M . 


If the coils are joined in parallel, 


v=R. 


+ L^) 


di.> 

dt 


+ M ‘^'1 


and i = ij =ij. 


If the coils are connected in series so as to oppose 
magnetically, the combined inductance is zero. 

The amounts of energy stored in the magnetic field 
by the respective currents are:— 

dwi=e,ij dt = L, ij dij + M,ji, di.^, 
dw^=e2 i^ dt = L^ ijj di^ + M^, i^ dij. 

Now, let circuit 2 be open, so no current can flow 
in it, i2=0 and di3=0. So, the work done by the 
current in circuit 1 in increasing from zero to I, is 

. . 2 

IL, ij dii = J Lj Ij. 

lo 

Next, keep the current in circuit 1 constant, and let the 
current in 2 increase from 0 to I.under .these condi¬ 
tions ii = li and dij=0, and therefore the work dcme by 
the current in circuit 1 is 
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Mj2 Ij dig — Mjg !•>> 

0 

:inJ the work clone bv the current in circuit 2 is 

fl. 

I L., i., cli„ = l Lg I... 

JO 

Hence, the total w ork clone by the two current? in es¬ 
tablishing the magnetic field corresponding to the final 
values of the currents I, and I., is 

W=i L, Ii-bM,2 1, 1,,-bi L., l1 ... (1) 
Note that this formula does not contain the coeffi¬ 
cient M .j,. The explanation of this is given below. 

(11) The Mutual Inductance oe one Circutt 
WITH ki;si’ec:t to \nothek is the same: as the 
Mutual Inductance of the second Circuit 
WITH RESPECT TO THE FIRST CIRCUIT. —Let the 
current in 2 be now kept constant and the current in 1 
be decreased to zero : under these conditions i.j = Li and 
di .2 = (); and therefore the work done on the current in 1 
by the magnetic field is 

I Lj ij dii — I Lj Ij, 

JI. 

and the work done on the current in 2 by the magnetic 
field is 

- Mg, IgdiizrMgj I, Ig. 

hi 

Now open circuit 1 and let the current in 2 fall to zero; 
under these conditions i, =0 and di, =0, and therefore 
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the work done on the current in 2 by the magnetic field 
when this current falls to zero is 

fO , 

—I L.2 1.2 dijj = J L.2 

K 

Hence', the total work done by the magnetic field when it 
disappears is 

W=i Li If + Ma, r, I,, + i L^ij’. ... ( 2 ) 

From the Principle of the Conservation of Energy, 
the energ)' stored in the field when it is established must 
be equal to the work done by the field when it disappears. 
Hence, the expression for the energj* stored in the field 
must be equal to the expression for the energy given 
hack by the field; i. e., (1) and (2) are one and the same 
expression, 

M.2, = Mi.2. 

(Ill) The total amount of energy stored in 

A IIUGNETIC FIELD BY TWO CURRENTS IS INDEPEN¬ 
DENT OF THE MANNER IN WHICH THESE TWO 
CURRENTS ARE ESTABLISHED. This also foUows from 
the Princinle of the Conservation of Energy, 
Therefore, the expression, 

W=^L, if + Miiia + iLjil ... (b) 

is a perfectly general one for the energy of the magnetic 
field due to the currents ij and 12 two circuits which 
have constant self-inductances Lj and Lg, and a cons¬ 
tant mutual inductance M. 

Equation (b) may also be written as 

W=^ (Lj iid-Mij ig) ij (L.2 ijj-fMgiTi) i* 

which, in turn, from equations (a), may be written 
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W—ij +i'l>2 ig 

By exactly similar rasoning it. can be shown that 
•the energ)- of the magnetic field due to the electric 
currents in any number of circuits is 
W = i S<t, i, 

where i is the current in any circuit and, is the number 
of linkages between this circuit and the total flux which 
threads it, and the summation includes all the circuits 
in the field. 

It should bo noted that all the formulas in this 
article are based upon the assumption that every body 
in the magnetic field has a constant permeability. 

Example 13- Calculate the mutual inductance 
between an alternating transmission line and a telephone 
wire carried below for 14 miles, and 1.2 metre distant 
from the one, 1.5 metres distant from the other con- 
^luctor of the transmission line. What is the e.m.f. 
generated in the telephone wire if the transmission 
line carries 100 amperes at 50 cycles ? 

Solution ;— 

The total flux passing between the transmission 
wires when a current of I amps, flows in the telephone 
’wire is given by 

150 


120 ' 

f=14 miles=2254x 10* cms. 
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^=450.8 X 103 I log^ I.;j.n = l00.6x 103 I . i e, 
100.6 X 103 I is that part of the mai^netic flux produced 
by I amperes of current in the telephone wire, 
which passes between the distances of 1.2 and 1.5 
metres, or is the number of interlinkaf^es with the 
alternating circuit produced by I amperes of current 
in the telephone wire. 

Therefore, the number of interlinkages produced 
by unit (absolute) current in the telephone wire, or 
the mutual inductance between the telephone wire and' 
the electric circuit is 
M = 100,6 X 10“^ absolute units, 

(for 1= 10, or one absolute unit). 
= 100.6 X 10"'’ henry, 

= 1.006 millihenry. 

Now, 100 amps. effective= 141.4 amp . maximum. 

Therefore, the maximum flux interlinked with the 
telephone line when 141.4 amps, or 14.14 absolute 
units of current flows in the transmission line is 
= 100.6x 103 x 14.14x 10, 

= 1.006x 14.14x 103, 

= 14.2 megalines. 

Hence, the e.m.f. generated at 50 cycles is 

E= V2ir/0=4.44 X .5 X 14.2 = 31.5 volts effective- 

206. Inductance of a Concentric cable — 

To determine the inductance of a concentric cable 
we have to consider— 
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(1) The inductance due to the flux in the inner 
conductor within itself. 

(2) The inductance due to the flux in the insulating 
medium between the conductors. 

(3) The current in the inner conductor’ which 
interlinks with the entire flux, which is in the outer 
coiuluctor, but which is caused by the difference in 
m. m. f. in the inner and outer conductors. 

(4) The inductance of the outer conductor which 
shouhl be subtracted to ^ve 
the total inductance of the 
cable, since the current in it is 
in the opposite direction. 

Consider first the flux 
in the inside conductor due 
to the assumed uniform distri 
Inition of the current in it. 

Let (f) = the flux, and I = total current. 

Then the m. m. f. at a distance x (Fig. 7.03) from 

the centre =-1, where r=the radius of the conductor. 

V r=* 

The flux d (j), which passes through an element 
d\ wide, and of unit length, is equal to the magnetomotive 
force divided by reluctance. 



Fig. 7.03 


d<j),: 


4 I 


TT Xg 

IT r* 

2 *■ X 

~5r 
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or, l) -^=2 

This flux interlinks with ^ x^Jt r® of the total 
current; thus the interlinkage factor is x-jr^ (see P. 346). 

Now, L= -j- X S flux X interlinkage factor. 


Case (1).—The inductance due to the flux in the 
inner conductor within itself is therefore— 

ll' x3 

Li = - I 2 I_l^dx=i, (assuming |x=l). 

4 



Case (2).—Between the 
conductors (Fig. 7.04), the 
flux interlinks with the whole 
current. Therefore 


ir^ dx. R 

^2= log,.j. . 


Fig 7.04 

Case (3).—The current in the inner conductor inter¬ 
links with the entire flux which is in the outer conductor, 
blit which is caused by the difference in m. m. f. in the 
inner and outer conductors. 

At distance x^ the M. M. F. is thus 


T xg-Rg R§-Xg 

Rg-R* Rg-R2 • 

t 

The interlinkage of this flux with the current to.lhe 
inner conductor is, of course, unity; thus 
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, 1 2 I Rg-xg , 

x„ Rg-RS ‘^*0’ 


2 Rg , Ro 1 

~Rg-R2 R 


Case (4).—The inductance of the outer conductor 
should be subtracted to give the total inductance of the 
cable, since current in it is in the opposite direction. 


The m. m. f. is shown to be I 


Rg-xg 

Rg-R2 


. L -1 ° 2L_(R|-xg) 

■ I xo (Rg-R2)2 K-lciXo. 

,R g + R^ , 2RgR® Ro 

“"Rg-R* "^(Rg-Rsi^ ?' R ■ 

The total inductance, L=Lj d-Lj + Lj — L^, which 

is already proved to be 

, 1 ^. R 2Rg , Ro 

L - 2 + 2 log„— + -^ 2 —R 2 ) R ■ 

, 3Rg-R* 

-?-R2irR'2-perctn. 


This inductance is expressed in the absolute 
system of units. By dividing by 10* the inductance 
is expressed in henrys. 

2tf7< Line Indoctance: —The total inductance is 
that due to the flux outside the conductor plus that 
■within the conductor. To determine the inductance of a 
single-phase line we proceed as follows 
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Suppose A and B to be two parallel conductors 
Fig. 70.5 in which equiJ 
currents flow in opposite 
directions. The current in 
each, if uninfluenced by 
the other conductor sets 
up concentric circles of 
Fig. 7.05. flux round the axis of the 

wire, and the mutual effect of the currents is to produce 
flux distribution as shown in the figure. 



Fig, 7.06 

Let R=radius of the wires in centimetre, 

d= distance in centimetres between their centres, 
and i=current flowing in the wires. 

Let a cross-section of the line be represented as in 
Fig. 7'06. The flux d ^j, which passes through an 
element dr wide, and of unit length outside the conductor, 
is equal to the magnetomotive force divided by tihe 
reluctance. Thus— 
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cl<^, = 


4)ri 

2irr 

“dF 


2 i 


■dr. 


Inlegr£.ting for viilues of r between d —K and K, 

<f..=2ilog(-i---^), 

= 2 i log (d/R) approximatly. 

(2) There is some flux which' 
surrounds the axis of the right-hand 
wire, and which lies inside the 
metal. This is of appreciable 
magnitude owing to the greater flux 
densit\' near the wire. Represent 
Fig. 7.07 the wire by the circle in Fig. 
7'07, and suppose that the current is uniformly 
distributed over the wire. Then as R is the radius 
of the wire, the current inside the circle of 

radius x is -k„ i, and the magnetomotive force which 



X* . 

It produces is 4x i. 

The flux, however, which it produces, (which is <^>i = 


4x 




A IT X 


^'"r^ 


dx 


wire. The flux through the element dx, which can be 
considered as linking the circuit, is therefore, 
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, 2 ju. X® i d X 

d ^2 = ^-4 . 

Integrating for values of x between o and K, 



V. ■<)),+^ 2 =2i log. (-^■) +-y 

For copper or aluminium wires ju, = 1. Hence the total 
flux linked with the line is 

<^j +^2 = 2 i ^ log,. ( 

and the inductance, in absolute units, being the flux 
per unit current, is 

/=2 1 og.(^)+i ... ( 1 ) 

or, more generally, 

/= [ 4 log, ) + /. ] 10 -» henrj-s ... ( 2 ) 

for centimetre length of two parallel conductors, w'here 
d* =2R (diameter of conductor). 

This gives by reduction the inductance in henrys per 
wire per mile as— 

L= 80. 5 + 741 log, o(4) ] "• (3), 

The drop in volts due to the mductance, per mUe of 
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ne (two conductors) per unit current, is therefore 

El=. 00403 / ^ 2.3 log(-^-) + i J ... . (4) 

where d and R must be in terms of the sa ne unit. 

It will be noted that the inductance depends upon 
the distance between conductors. This distance should 

ff 

increase with the voltage, but there is no definite relation 
between them. For each of two parallel iron wires we 
have the following:— 

L per mile = ^12070 + 741 logjo—^ 

Example 14 . Determine the inductance of an 
oveihead line, miles long, consisting of two No. OOOO- 
.S. W. G. wires, 48 inches apart. 

Solution:— 

Since it is a metallic circuit with two conductors, 
the total inductance is due to 2 X 1| = 3 miles of wire.- 
d=.4".-.r = .2". 

The inductance per mile, 

L=(80.54-741 log,o-^~) X 10'® henry. 

.= 1245.3 X 10~* heniy = 12.453 millihenries. 

.•. The total inductance . 

= 3x 1245.5 = 37.365. 

Example 16. Determine the self-inductance of 1 
mile of atwo-wire transmission line of copper or any 
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non-niagnetic wire, diameter of wire = -10 in., the two 
sides of the circuit being spaced 48 ins. betweo.i centres.. 
Solution :— 

Use the formula ; L = 0.741 x log ^2.568 
L = 0.741 X log ^2.568^-^, 

= 0.741 X log ^2.568 

= 0.741 X log (2.568 x 480), 

= .741 X log 1232.64, 

= 0.741 X 3.0906 = 2.29 millihenries. 

This is the inductance of 1 mile of one wire of the 
circuit. For both wires (1 mile of circuit = 2 miles of 
wire) the inductance will be : 

2 X 2.29 = 4.58 millihenries. 

Example IB- Calculate the self-inductance per wire 
of a three-phase transmission line of 20 miles length con¬ 
sisting of three wires of No. 0 S. W. G. (diam. = .82 
cm.), 48 cms. apart, transmitting the output of a 500 
Kw. 6600-volt star-connected three-phase machine. 
Solution:— 

The effective E. M. F. per circuit = =3810 volts. 

V 3 

500 Kw. output is jQQ ^ = 166666 watts. 


per phase or circuit. 



INDUCTANCE 


383 


.-.Current per line= =43.74 amperes effective, 

Jo 10 

= 43.74 ^2 =61.85 amps, maximum. 


I 



Fig. 7-08. 

Now, at the distance x from the centre of one 
of the conductors (Fig. 7.08), the length of the magnetic 
circuit surrounding the conductor is 2 .x. If I is the 

current in the line, the m. m. f. is I ampere-turns, 

and thus the magnetising force, f = —-Hence the 

A ^1" X 

held intensity (in lines of magnetic force per square 
centimetre) is. 


H = .4irf 



.2 U dx 


and the flux in the zone dx is d <^ = 


X 
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/j being the length of the conductor. 



= • 21 /, 

Now, 1=61.85 amps., / = 20 units = 3220x 10® cms., 
(1=.82 cm., /,=48 cms. 

Therefore, the flux per wire is 

96 

(j) =.2 X 61.85 X 3220 x 10® xlog,.-gj , 

= 61.85x644x4.76x 10®, 

= 190 X 10® = 190 meg'dlines. 

Hence, the generated E.M.F. at 50 c\ cles is 
£=^■2 

= 4.44x 50x190x 10® 

= 4.44 X 5 X 19=422 volts effective for line. 
The maximum value is 

Eq = E X ^/~2 = 607.68 = 608 volts approximately 

per line. 

* Since the same tiux is aUo prodiced by the return conductot n trip 
same direction the total Hux passing between the two transmfssiott 
wires is 


2 ^=.4 U hg,.lL. 


This reauU ia Hinetiinn useful. 
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Example 17. Find the re;ict;ince i)(;r wire of ii 
tninsmissioii line of Iciif^th /,, if (1= dkimetcr of the wire, 
/=sixi''ing of the wires, ;ind/'= fre'iueney. 


Solution — 

Let I he the eurrent in nhsolute units, llowing in 
one wire of the tninsmissioii line, then the m.m.f. is 
1. .ind tile ni.ii;netisin,t,' force in the /one dx (Fig. 7-OiS) 


■ It (list,nice .X from the centre of 


the 


is f.:--*—. 


Thus, the field intensity in this/one, H = 4 irf = 2- 

,iiid the flux in this zone is 

I • u / 1 2 1 /,d X 

d ip=H /jd x= -'-. 


Therefore, the totiil flux between the wire and the return, 
wire is 


L<l.=j d<f.=: 2 I /, 


4- = 2 I /, log. 


neglecting the flux inside the transmission wire. 

Hence, the inductance is 

. '2 / . , 

L= —^ = 2/i log,.—j- absolute units, 

• 2 / • 

=2 /j logj —. ] 0“®- henrys 


25 
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and, therefore, the reactance 

2 I 

X=2 5r/L=4ji-//j log^. —in absolute units, 

2 / 

= 4 TTlog,.—10 ' ohms. 

Example 18. The voltage at the receiving end of 
a 50-cycle three-phase transmissio.i line 14 miles in 
length is 6600 between the lines. The line consists 
of three wires. No. OS. W. G. (diameter = .82 cm.), 
30 inches (76 cms.) apart, and of sjiecific resistance 
p=1.8 X 10"®. Calculate :— 

(a) The resistance, the reactance, and the impedance 
pei; line, and the voltage consumed thereby at 50 
amperes. 

(b) The generator voltage between lines at 50 . 
amperes to (i) a non-inductive load, (ii) a load circuit 
of 45® lag, and (iii) a load circuit of 45® lead. 

Solution:— 

We have ij = 14 miles= 14 x 1.6 x 10® metres, 

= 2.24 X 10® cms. 

1=76 cms, 
d=82 cm. 

A The cross section, a=-528 sq. cm. 

(al Resistance per line. 
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„ /, 1.8'x 10-6 X 2.24x10® 

=--- , 

= 7.64. ohms. 

2 1 

Keuctance perline, X = 4 j /jlog,. — ^ -x 10“?, 

= 4 X 3.1416 X 50 X 2.24 X 10® X log,, 185 x 10” * 

= 7.35 ohms. 

Impedance per line, z=-i/ + =10-6 ohms. 

Now, 1 = 50 amperes, 

Thee.m.f.consumed by resistance,E|i = RI = 7.64x 50 

= 382 volts. 

» •. reactance, Ej, = XI = 367.5 volts. 

■ .. impedance, E7,=ZI = 10.6 x 50, 

= 530 volts. 

(1)1 (i) 6600 volts between lines in receiving circuit 
6600 

= volts between line and neutral or 


''i ro point (Fig. 7.09) per line. 



Now, ’the voltage per 
line, E at the receiving end 
with non-inductive load is 
in phase with the current. 
Also, the e.m.f. consumed 
by resistance, £„, is in 
phase with the current, 
and that consumed by re¬ 
sistance,E^, is 90® sdiead 
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of the current. Resolving all e.m.fs. into components 
in phase and in quadrature with the recei\ eil r oltage R, 
(Fig. 7.10) we sec— 



I'ig. 7.10. 

Phase com- (Hiadrature 
ponent. component. 

E.m.f. at receiving end of line, E. gives E. 0. 

E.m.f. consumed by resistance, 1 j[. „ RE 0 . 

E.m.f. consumed by reactance, E^, ., 0. XI. 

Thus, the total voltage required per line at the 
generator end of the line, 


Eo=v'(E + RI)“*-l-(Xl)^ 

and the phase angle between the current and the e. m. f. 
per line at the generator end, 


^>o=tan"^ 


XI 

E-t-RF 


Substituting numerical values, we have— 

Eo=/{3810-t382)*d-(367.5T* = V(4192)H{367.^». 

= 4208 volts per line, or, 4208^3 = 7290 volts 
(effective) between the lines at the generator. 
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(f)n = tan~' — =5°, the lag of current behind the 

line voltage at the generator. 

(ii). In this case the current lags by ah angle 
45“, behind the e.m.f. at the receiving end of the 
line. As before, resolving all e,ni.fs, into components 
in phase and in quadrature with the received voltage E, 
(Fig. 7.11). 



Fig. 7.11 ■ 

Piia^e ^Hiadrature 
component. component 

E.m.f. at receiving end of line, E, gives E. 0. 

E.m.f. consumed by resistance, Eb,...RI cos </k. RI sin 
E.m.f. consumed by reactance. Ex, • • .XI sin <^. XI cos <p. 
Hence, the voltage per line at the generator end 

Eo = \/{E + RI cos </. + XI sin 0)* + (XI cos^-Rl 
and, the angle between the line and the generator voltage, 

, XI cos </»—RI sill <f> 

^ ”E + RI cos^+XIsin*' 
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Substituting numerical values, we have :— 


Eo=-/: 


(3810 + 


749.5 

V2 



= (4340)2 +(10.27)^} 

= 4340 volts (effective) per line nearh, 


or, 4340,^/3 = 7518, the effective voltage between 
the lines at the generator. 

10 27 

^i=tar.-i(—^= -008' (lag). 

®o=^—^‘ = 45“ —8'=44® 52', thelag of current 
behind the line voltage at the generator. 



(iii) In this case the current leads the e. m. f. at 
the receiving end of the line by an angle, ^=45°, and the 
components of E, Eg and E^ in phase and in'quadratufB 
with the e.m.f. at the receiving end, E, are respectivdyi' 
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Phase Quadrature 

C'>ni[.OHent. Component. 

E : Q 

RI cos (j). RI sin 9 . 

— XI sin 9 . XI cos 9 . 

Hence, the voltage per line at the generator end 

Efl = -v/tE + RI cost!) -Xi sin<!))^ + (RI sin 9 + XI cos 9 )^ 

and the angle hetwcen the line and the generator voltage, 

j_ RI sin (|> + XI cos <p 
^ E + RI co.s<!> —xi sin 9 ' 

Substituting numerical values, 

14.5 / 749.5 


Eo = 


/,CMA \ / 749.5 . 

V (3810 + -^) 


= V(3820)-'^ + (530)- 
= 3856 volts (effective) per line, 
or. 3856 ^3 = 6680, 

the effective voltage between the lines at the 
generator. 

5 30 

91 = tan’’ ‘ 2 j; = 7® 54' (lead). 


.-. 90 = 9-9’=45®-7«54'=370 6 ', the lead of 
current in front of the generator voltage. 


208, Inductance of Each Conductor in a 
ThrecHphase System, —The inductance of a conductor 
in a. three-,phase system depends on its position relatively 
to the other conductors of the system. Consider the 
following cases. 
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(a) When the conductors are placed at 
the vertices of an equilateral triangle. —The 

currents in A, 1} and C 7.Li) in a balanced 
three-phase system are 120 decrees out of phase, the 
^ algebraic sum of the currents 

instantaneous 

J \ _ finx set up around any conductor 

hraic sum of the 
instantaneous fluxes set up around 
the other two conductors. Therefore, 
the inductance of each conductor 
in a three-phase system when the 
conductors are placed at the vertices 
of an equilateral triangle, is equal to one h.df the in¬ 
ductance of the loo]) formed by any tu o of the con¬ 
ductors. 


is the 


/ 


I f 




Fig. 7.13 


(b) When the conductors are in a line in 
■the same plane —From equation 1, the inductance 
of either A or C (F'ig. 7.14) with regard to 13 is 


L, = 14-2 log. 


D-r 


( 5 ) 


X 0 P inductance of A with 

1a ± m J _ regard, to C, or of C with 

-6--—-eSegardtoAis 

Fig. 7.14 

2 D-r 

L2^1-h21og„—... (6) 

and the inductance of B with regard to either A or C is 
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»-r 

L3 = .if2 1og,—jr—. ... (7) 

The conductors of :i poly-ph.isc ulternnting-current 
system are usually trans))osed, thus the inductances of 
the lines are sensibh' e(jual. Under such condition the 
inductance of each conductor in a three-phase system, 
when the camductors arc in the same ])lane, is 

, l)-r ^ , 2 I)-r 

•f -—+2 log, - - 

L=!.+ -. -,-^- ... ( 8 ) 


, 1.26 (I)-r) 

= -f 2 log,. -^-c. g. s. units p.er 


centimetre length of conductor. 

209. Inductance of a conduc¬ 
tor with earth return —The flux 
linking with the current in each of two 
parallel conductors separated 1 ) centi¬ 
metres from each other, passes be¬ 
tween the axis of the wire, and a neutral 
plane distant D/2 centimetres from 
the axis of th,e wire. When the return 
current of a circuit flows through the 
earth, the surface of the earth is the 
neutral plane, and the inductance of a 
conductor placed h centimetres above, 
and parallel to, the surface of the earth is 
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2 h “ r 

L = J + 2 log,.--c. g. s. units per centimetre 

length of conductor. . . (10) 

Note.—Equation (10) is strictly true only when 
the resistance of the earth return is zero, but a 
considerable resistance in the return circuit does not 
greatly increase the inductance. 

210. Means of reducing Self Inductance.— 

Self inductance is diminished by ;— 

(1) Reducin’ the interaxial distance D between two 
wires forming a metallic circuit, as this distance deter¬ 
mines the interlinking of the magnetic lines with the 
circuit. 

(2) Subdividin,; the conductor and using several 
smaller wires having the same total sectional area. 

(.1) Balancing inductance by the effect of capacity. 
If C = the capacity in farads, required to neutralize 
a certain inductance, 

L = Injluctance in henrys. 

/= frequency. 

tangent of angle of lag or lead 
1 
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(4) Synchronous motors, having the effect of 
capacity when their field magnets are over-excited may 

be used to balance inductance. 

$ 

211. Means of reducing Mutual Indugtance.» 

(1) Increasing the distance between the conductors. 

(2) Transposing the wires with respect to each 

other at certain intervals. 

212- Energy Stored in a Magnetic Field — 

Let L=inductance in any circuit, 

e|=the E. M. F. due to inductance. 

Pi = the power delivered in the circuit, 

W|= the energy required to increase or decrease- 
the intensity of the magnet. 

Then, 


e — L 

e,_L —. 

(11) 

Pi=ei, 

(12) 

j ■ di 
= Li — 
dt 

(13) 

WL=jpdt, 

(14) 

= l| i di. 

(15) 
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= L^, ... (16) 

when the current varies between i anti 2 ero. 
Substituting the value of L found in equation : 

L= —c. g. s. units, 

4 TT -s'-’ A a i- 

W|=- - '* X-, 

I 2 

1 6 " S " 1" l\ n, i 

= -- X — 

/* S TT 

But the intensity of the magnetic Held is 

t 


(17) 

tl«) 

ll9) 


W| = H- X - 



and the volume of the magnet is 

V=A I cubic centimetres. 1^20) 

Substituting the values of H and V in equation (17) 


_ 

' Sir 


- X V ergs, 


( 21 ) 


B H 

8 IT 


ergs per cubic centimetre, 


( 22 ) 


?!_ 

S JT/i 


ergs per cubic centimetre. 


(23)- 
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213. Force of Magnetic Traction.— 

Take an iron ring uniformly wound so that there 
s no magnetic leakage. Divide the ring into two 
jimilar halves, l.et .4 be the total cross-section of 
the two air gaps, the flux rlciisity is the same in the 
,ron a.s in the air g;ips. 

.\ small decrease of flux t(' = -^dr> is ettused by 
separ.iting the two halves of the ring by a small disttince 
/ I. The iron loses an amount of stirred energy which 
is given up to the electric circuit, but we have to 
exert a force of f ilynes and do / </ / ergs of work which 
must be stored in the magnetic field in the air gaps. 

Now, the enerttx’ stored in each cubic centimetre 
in the field in the air 

= ■“8,- ergs. = lV^jSw ergs. 

therefore the energy stored in the air gaps 
B2 A r/ / 


, B'-* A I 

••• f /= - -j.-- ergs. 


, . B- A 

•*. 1 = —r~ dynes. 


8 TT 

AB2 

24650 




• *4 T22 

If the units involve 
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214. AUernative proof!— 

Let each of the two parallel plane surfaces A, B 
(Fig. 7.15) in contact be oppositely and uniformly 
charged with m units of magnetism per sq. cm. Then, 
the strength of the field between them is 4 ir m; each 
surface contributing 2 m lines per sq. cm. For, ex¬ 
cepting close to the edges the field is normal to the 
surfaces, and the strength of the normal field close to a 
magnetised surface is of value 2 ir m. 



Fig. 7.16 

Hence, the force exerted by one surface, sdy B,. 
on the magnetic charge on each sq. cm. cf the other 
surface A, is 

2 ’r m X m = 2 *■ dynes. 

If the smaller surface has an area o sq. cms., the 
total pull between the two surfaces will be 
P=2 !r m'^ a dynes. 

Now, if B is the flux density between the surfaces 
produced by a magnetising field H, we have 
B —H=4 IT m. 

But, H is generally very small in comparison with 
0 , in cases like above, and may therefore be neglected 
Hence, the tractive force or pull becomes, 

Bi. 
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2IS- Practical Calculation of Inductance 
of a Coil.— 

It is sometimes of practical importance to 
calculate the self'inductance of a coil or solenoid from 
Its number of turns and dimensions. This i.'ay be done 
by using the following formulae :— 

(a) Brook and Turner’s Formula.— By means 
of the formula below the 
inductance of any closely wound 
cvlindrical coil (Fig. 7.16) may be 
calculated. 

, d TT-i a^ F' F" 

—b + c + R- ’"‘Ihcnnes, 

when a=the mean radius of the 
winding, in centimetres. 

b—the axial length of tho 
coil, in centimetres, 
c = tiie thickness of the 

winding, in centimetres, Fig. 7.17 
K=the outer radius of the winding, in centimetres, 
N=:tfie total number of turns in the winding, 

10b + 12c + 2R 
“ 10 b + 10 C+1.4R ’ 

F-=0.51og..(l00+-5-|i§-„). 

The error seldom exceeds 4 per cent for a coil of 
any dimensions, and becomes less as the relative length 
cf the coil increases. 
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It is sometimes of practical imj)ortanre to calculate 
the self-inductance of a solenoid from its number of 
turns and dimensions. This may be done by usinp' the 
followin.e; formula :— 

(b) Louis Cohen’s Fromula.— Let rj be the 

mean radius of the first layer of the soleuoiil, r., that of 
the second, and so on. Also, let r,,, be tbe mean radius 
of the turns. S the tot.d number of turns, / the length, 
n the number of layers, and d, the distance between 
consecutive layers of the solenoiil. Then, if all the 
lengths are in centimetres, and 

f 2 r,u -f i iiil" ,S .,1 

B=[ (n-1) rj--|-(n-2) r|-f (n-.l) r;^-|-etc. ], 
C=^rf + i-- 

D=[ n'(n-l) rj-f(n—1) (n —2) lA'-t-^pi-V) 

(11 —J) r^^-(-etc. j, 

[n (n-1) r^4-(n-2) (n-3) r.f-petc.], 
o 

Cohen's formula is, 

L=J-^iy |a 4-2BC4-DE-F jl0-» henrys. 

. This value is tAle to one-half per cent.' for valued' 
of / as low as twdee the diameter d of the solenoid, and 
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becomes more and more accurate as / / d increases. 
When this ratio becomes greater than 4, the last two 
terras D, E and 1' are comparatively small, and may be 
neglected unless greater accuracy is desired. 

216. Growth of Current in an Inductive 
Circuit. —If a con-itant electromotive force is applial 
to a circuit containing both resistance and inductance, 
the current takes some time to rise to its final value 
K/K, because of the counter-electromotive force induced 
in the circuit by the increasing flux. At the instant 
of closing the circuit no current flows. Let time be 
reckoned from this instant. At any subsequent instaJit, 
t secomls later, the impressed E-M-b'. may be considered 
as the sum of two parts, E,, and E,.. The first, E,., is 
that part which is opposed to, and just neutralizes E„ 
the E. M. F. of self-induction, so that Er,= — E,; but 



The second part. E, is Fig. 7.18 

thijt which is necessary' to send current through the 
resistance of the resistance circuit, so Er=RI. 

• The Applied electromotive fdree, being the sum 
of Ej, and E„ is therefore 
26 
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whence. 


E=--RI + L 

d t 


Jt=-, 


E-Rl 



-^d I 

e-rT 


Integrating from the initial conditions t = 0, 1=0. 
to any condition t = t, 1 = 1'. 

t = - logc (E - RI') - log. E. 


Therefore, 



from which the instantaneous current v;iluc is 



where ‘ is the base of the natural system of logarithms, 
and numerically equal to 2.718.5. Thus the nse of 
current in an inductive circuit follows a logarithmic 
curve; and when t is of sufficient magnitude to 
render the second term negligible, the vqlue of the 
current will be as given by Ohm's law, a condition which 
agrees with experimentd observations. 

A curve of the growth of current in a circuit having 
resistance and inductance is shown in (Fig. 7.18), the 
values of I being calculated for the conditions noted. 

Eskmple 19. A circuit has a resistance of 5 ohms 
and an inductance of 1 henry. If the applied voltage 
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is 220 determine the current .1 and 1 second after 
the application of the E. M. E. 

Solution :— 

5t 


rt 

j^Since I = —^ ) 3 

At the end of 0. 1 second after the E. M. F". has been 
applied the value of the current becomes 
i = 44 (1 -2.718-^1, 

= 17.6 amperes. 

At the end of 1 second the v;Jue of the current becomes 
1 = 44(1-2.718-5), 

= 43.7 amperes. 

The ratio L/R is called the time constant, imd the 
larger this ratio is, the greater is the time taken by the 
current in rising to its final value. Theoretically it 
takes an infinite time to rise to the value given by the 
ratio E/R, but as far as practical measurements are 
concerned the final value is attained very soon. For 
instance, ip the example quoted above, the currqpt has 
risen to within 0.01 per cent, of its final value at the end 
of one second. 
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217 Decay of Current in an Inductive Cir¬ 
cuit. —When a circuit containing both resistance and 
inductance is disconnected from a source of constant 
electromotive force, and the circuit closed, the current 
iloes not immediutel}' fall to zero, but is maintained 
by the electromotive force induced in the circuit by the 
decreasing flux. 


At any subsequent instant, t seconds, after with¬ 
drawing the impressed E. M. F., the current, at the 
instant of interruption of the applied E. M. F. is due 
solely to the electromotive force of self-induction and 
£ 

may be represented by Therefore, 



E=RI-(-L~^=0, 
dt=--^ 


dl 
dt" 

_ d2 

r'T 

By integrating from the 
initial conditions t=0, 1 = 

_ ^ - -, to any condition t=t, 

Second* • R 

Fig. 7.19 I = T, the instantaneous 

value of the current is found to be 


_Rt 



which is the term that had to be subtracted in the 
formuk for the growth of current. This shqws cleariy 
that, while self-induction prevents the instantaneous 
attainment of the ultimate value of the current, there 
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is eventually no loss of energj', since what is subtracted 
from the growing current is given back to the decaying 
current. 

Fig.7.19 is the curve of decay of current in the same 
circuit as was considered in Fig. 7.18. The ordinates 
of the one figure are seen to be complementary to those 
of the other. 


Example 20. An inductance of .17 henry is present 
in a .circuit of 2.9 ohms resistance ; 1110 volts of 
E. M. F'. is maintained on the circuit. Calculate the 
rate of change (a) at the first application of the 
E. M. F. ; (b) at the expiration of the time required 


for the current to grow to 37 amperes ; (c) the same 
for 350 amperes. 


(a) S=L 


di 

dt 


di _ S _ 1110 
'■ dt " L “ .17 


= 65.29 amperes per sec. 


(b) When the current has attained the value of 37 
■imperes, the E. M. F. expended on the inductive coil 
<lue to its resistance is its RI drop, or 37 x 2.9 = 107.3; 
1110—107.3 = 1002.7 volts. This voltage is left free 
to act, to increase the current and to be in equilibrium 
with the counter E. M. F. caused by such increase. In 
other words, the current can only increase at a rate 
which will produce counter E.M.F. equal to the E.M.F. 
producing the increase. 


• • * 1002.7 

rate of change at the 37 ampere point is — 


=5898 amperes per sec* 
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(c) Similarly 

= 1110-350x2.9 
= 95. 

, cli 95 

^ = 559 amperes per sec. 

Example 21. The resistance of an alternator field 
is .35 ohms, and the inductance 110 henrj's. If 250 
volts are impressed upon the field, how long will it 
take for the field to reach pi) 1 strength, (^h) strength 
with full field strength, what is the energy stored as 
magnetism ? 

Solution.— 

The final value of current is 


_ E __250 
ir " 35 


= 7.143 amps. 


Hence, the current at time t is 


• • /I -Rt 1 
i=io 

= 7.143 (l-e~ii92‘) 

(a) I strength : »= -j- > 

.-. 0.5 = l-e-*'»2 ' 
or ‘ = .5. 

or log, (.5)=^.3182t 

2 il8 seconds. 

.3182 
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(b) Strength : i=.9 i,„ 

0.9 = ]-e-®'»^ I- 
or ' = .l 

Of log. (.1)=-.3182 t 
2.3026 . , 

t= seconds. 


The isiergy stored is given by 


2 “ 


(AlJ3)=ix 110 
2 


= 280() watt-seconds or joules = 2068 foot-pounds. 

Example 22. If 500 volts arc impressed upon the 
held of tile alternator in the above cxainjile, and a non- 
induetii'e resistance inserted m series so as to give the 
re.piire.l exciting current of 7.143 amperes, how long 
will it t.ike for the field to reach (a) strength,(b) .j^^- 
strength, and (c) xvhat is the resistance required in the 
rheostat r 


Solution.— 

, • io r -6935 
(a) 1 = y-, after t = = 1.09 seconds. 

< • r 2.3026 

(bi i = .9ip, after t = —=3.615 secomls. 


(c) For ip to be 7.143 amperes with 

500 

F=500 volts, a resistance R=-y-j^ =70 ohms 

* * • . 

is required. Thus, the rheostat must have a resistance 

of 7o —35 = 35 ohms. 
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We then have 

- iii 

i=io{l-e 1 .) 

= 7.143(l-e--e364t)_ 

Ezlimple 23- If 500 volts are impressed upon 
the field of the above alternator without insertion of 
resistance, how long will it take for the field to reach 
lull strength ? What is then the energy stored as 
magnetism ? 

Solution.— 


We have i 0 = 


E 

r ” 35 


= 14.286 amps. 


and i=7.143 amps. 

Therefore, at full field strength, 

__nt 

i=i(, ( 1 —e I.) becomes 
7.143 = 14.286 (l_e-3i82‘). 
or e"’8'8^‘=.5 
or log„ (.5)=-.3182 t 


_ _ 
.3189'“ 


2.18 seconds; 


that IS, the same as in Ex. 1., case (a). 

Since the field reaches full strength in 2.18 seconds, 
the average power input, in this case, is (see Ex. 21 p. 406.1 
2068 

2 -j ^=944 foot-pounds per seconds 1.72 Ht P. 


la breaking the field circuit of thisf ^ternator. 
2058 footpounds of energy have to be dissipatediin tJif 
spark, etc. 
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Bxample 24. A circuit has an inductance of 0.1 
henry and a non-inductive resistance of 10 ohms in 
series. If the circuit is connected across a direct current 
voltage of 120, what will be the voltage drop across 
the inductance and also that across the resistance: 

(a) At the instant the switch is closed ? 

(b) After the current has reached its maximum 

value ? 

What will be the maximum value of the current ? 
Solution.— 

Let i = the Instantaneous Current, 


(a) At the instant the switch is closed. 
t = 0, 

••• * = ’ -c-^) = 0 and^ = 100. 

.•. .Vk= Ri=0 volts. 

r!- ±:12 X 100 

cl t 


If t=o, v,=™=i2r’‘'«'-xioo 

L -^!^ =.] X 12 X 100=120 volts, 

dt 

: E 

' ‘“a7r*T?2W*‘ > 
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i is maximum when iirfl—O or /=(), 

V| =L-^|^=() and V,i = Ri =120 volts. 

Tlipre being no induutance at the time 

. li 120 ,, 

' = j^ = ',() = ninperes. 

and Vij=l20 volts. 

Example 25. A coil of ' resistance .002 ohm anti 
inductance .004 millihenry, carrving a current of 100 
amperes, is short-circuited, (a) What is the equation of 
the current after short-circuit? (b) In what time has 
tlie current decreased to .1 of its initial value ? 

Solution :— 

(a ) When the coil is short-circuited. Kj =0, and 
we get 

- I(f 

i = io e '■ 

= 100 e-'-«"' 

(h) 

i = .l io = 10, 

.-. 10=100 e-5®«'or e~»»'’' = .l, 

t=.00461 second. 

Example 26. In the abo\e example, when short- 
circuiting the coil an e. m. f. of 1 volt is inserted in the 
circuit in opposite direction to the current. 

(a) What is the equation of the current'? 

(hi In What time does the current reduse to zero ? 

(c) After what time does the current attain its 
initial value in opposite direction. 
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((D 'W'hiit impressed e. in. f. will make the current 
(lie out second ? 

(e) What impressed e. m. f. is required to •reverse 
the current to its initial value in opposite 

direction in second ? 

•lOO 

Solution :— 

(a) If e. m. f. —E is inserted, and at time t the 
(urrent is denoted by i. then 

(•, = — L-' I y ■ the generated e. m. f. 


Hence, — i 

i:+ ei = -l 

L — L -4-^, the total e. m. f, 
d t 

and 

. -E + e 
R 

= -R-R TT’ Recurrent, 

Whence, 

R . 

- L-dt 

di 

“ i+i ■ 


Integrating.--^—=log,. 

E 

Now, at t = 0, i = io, and therefore, I=io + -g—. 



=600 e-»»®‘-500. 


Thus, 
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(b) i=0, e-500‘= J = .833, thus t=.000364 

second. 

(c) i=-io= -100, e-5«o ‘=|=.667, thus 

t = .000812 second. 

(dl If i = 0 at t = .001 second, 

0 = (100+ 500 E) e-®-500 E. 


5(l-e-») - e-sET--^^ 
(e) If i=-io=-100 att = .002, 
-100=(100 + 500 E) e-»-500 E, 


E = 


1+e-i 


5 d-e-') 


= .43 volt. 


218. Quantity of Electricity Traversinii a 
Circuit Due to a Change of Flux Linked with 

it. —If the circuit have a resistance of r, and itl time 
dt, the flux linked‘with n turns changes by d^., then the 
instantaneous current 

n d <|> 

liT 



But the quantity of electricity flowing during the 
■time d t is dq=idt, hence 



Which is independent of time. So if the flux djanges^ 
from to ^ 2 , then 
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If the resistance of the circuit be expressed in ohms 
and the fiux in maxwells, the quantity of electricit)' in 
micro-coulombs will be 





R 


219. Voltage and Current Relation in aa 
Inductive Circuit- —The current in an alternating 
curreut circuit changes from —I,„ to-fl,,, in the time 
of half a c\’cle or in 1/2/ seconds so that Eo,-. the 
average voltage of self-induction between 


1) and 


( d i\ / \ 

avenige value of \ 1 /=4/'LI, 


2I„ 


2/ 

and K,„„„ the maximum voltage of self-induction 


^ xE„, = -jx4/L I,„ 

=2 ^ X L III! 

E = 2 ’r/L I. 


In direct current circuits E = IR. In inductive 
circuits of negligible resistance E = lx, where x, called 
the inductive reactance, is expresssed in ohms and is 
numerically equal to 2’r / L. 

Example 27- An alternating^ E. M. F. of 220 
volts sends 2.2 amperes through an inductance 
coil of negligible resistance at, 50 cycles. Find the 
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reactiince at 50 cycles. Find also the coefficient of 
self-induction an<l the current at ,50 cycles. 

Solution.— 

F 220 

, X the reactance = j- = -y^ = . 100 ohms. 
L the coefficient of self Induction 


Jx ^100 

Zirf 2ji'50 


•318 henries. 


1 the current = ..^- is imersely proportional to 

frequency -and so has values of 2.2 amperes at 30 cycles 
and .5.667 amperes at 30 cycles. 

220. The Idiictance current lags 90° behind 
the Applied Voltage- 

Let i be the current flowing in the inductive circuit. 
„i=the angular Veloqity 
Then / = I,„ sin oit 

The impressed voltage which counteracts the effect 
of self-induction is 

e^-pLj- 


, , d (I,„ sin w t) 
dt. 

= 0 ) L Iq] cos <4 t. 

= E“ cos 01 1 
= Em sin (<i) t-f 90®) 
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The sin wave of current therefore lags 90* behind 
the sin e wave of voltage which proiluces it. 

Exekcises. 

1. What is the field winding inductance of a 
hi-polar generator, having 8000 ampere turns per spool 
and a total flux of 3'4 mega-maxwells when the exciting 
current is 3 amperes ? 

2. Find the inductance of a cast steel test ring coil 
of 500 turns when carrying 8 amperes, the test ring 
being 6" outside and 5" inside diameter and in axial 
depth. 

3. Determine the intluctance of a pole-line 15 miles 
long and consisting of a pair of No. 1 .S. W. G. copper 
wires separated by a distance, between centres, of 30 
inches. 

4. Determine the self-inductance of a solenoid 
consisting of 20 layers of No.16 S. W. G. double-cotton 
covered wire, 100 turns per layer, wound upon a cylindri¬ 
cal wooden core 2 inches in diameter. 

5. Find the value of the current in a circuit having 
^ ohms resistance and an inductance of 0'2 henry, '03 
seconds after impressing 110 volts upon that circuit. 
W hat would be the current -02 seconds after suppressing 
t'le E. M. F. in the circuit a constant flow having been 
previously established ? 

0. What is the time constant qf a circuit in which 
tile current reaches half of its ultimate value '002 seconds 
After connection with a source of E. M. F. ? 
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7. Find the current produced by a 50^ v^dlternat- 
ing E. M. F, of 220 volts in a circuit having 10 ohms 
resistance and an inductance of -05 heniy. What is the 
power factor of the circuit ? 

8. Find the instantaneous value of a 50-'•-^alter¬ 
nating current, 2'342 seconds after impressing a harmonic 
E. M. F. of 125 volts maximum upoq a circuit which 
has a resistance of H ohms and an inductance of 0-04 
henry'. 

9. What IS the ‘-co-efficient of self-induction” of 
a coil ? An iron magnetic circuit has a mean length of 
path of 50 centimetres and a cross section of 20 square 
centimetres. It is wound with 200 turns of wire. Find 
the total flux in the magnetic circuit when the coil carries 
a current of 1 ampere. 'Neglecting the resistance, find 
the voltage which must be applied to the terminals to 
make the current rise at tfie rate of 2 amperes per second. 
Take the permeability of the iron as constant at 2000 
c. g. s. units. (C. G. Grade II., A. C., 1914). 

10. In an inductive circuit with inductance L and 
resistance R, determine the relation between current and 
:;otential difference w-hen the circuit is carrying an alter • 
Dating current of 50 .cycles per second. Find also the phase 
difference between current and potential difference for 
nich a circuit. (C. G. Grade II., A. C., 1913). 

11. An electromotive force of 100 volts, virtual 
valqe^'is impressed oh a circuit consisting of a resistance 
of 5 ohms in serira with an inductance O'Ot-hwOV 



INDUCTANCE 


417 


State current and power factor. The frequenc)- is 50 
cycles per second. (Ord., A. C., 1911). 

12. (a) A coil of 300 turns, wound on a wooden 
ring which has a mean diameter of 10 cm. and a 
circular cross section of 4 sq. cm., is threaded by 
a flux of 150 lines of force when the current ’flowing 
is 5 amp. Find the inductance of the coil. 

(b) When the wooden ring is replaced by a steel 
ring of the same dimensions, the magnetic flux is 40,000 
lines when the current is 1.5 amp. Find the inductance 
of the coil. 

(c) When the steel ring has an air gap of 0.2 cm. 
length, the magnetic flux produced by a current of 9-5 
amp. is 40,000. What is the inductance of this coil ? 

13. A coil of negligible resistance has an inductance 
of 0.2 henrj- and is connected across a 220-volt line:— 

(a) What current will flow-at 25,50and 120 cycles? 

(b) What is the average power taken from the line 
in each case ? 

(c) What is the maximum rate at which energy is 
given to the circuit during one half cycle and returned 
by the circuit to the line during the next half cycle ? 

(d) Explain without formulae why the current is 
inversely proportional to the frequency, the voltage being, 
constant. 

14. A coil with a non-indudive resistance of 15' 
ohms is connected across a 220-volt line:— 

27 
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(a) What current will flow when the frequency is 
25,50 and 120 cycles ? 

(b) What is the average power taken from the line 
in each case ? 

(c) What is the maximum rate at which energy is 
given to the circuit during each half cycle ? 

15. An inductance of 0.2 henry and a non-inductive 
resistance of 15 ohms are connected in series across a 
220-volt line:— 

(a) What current will flow when the frequency is 
25, 50 and 120 cycles ? 

(b) What is the average power taken from the line 
in each case ? 

(c) What is voltage drop across each part of the 
circuit at 50 cycles ? 

(d) What is power factor of the circuit in each 
■case ? 

Note from the above figures that, since the average 
power taken by an inductance is zero, that taken by 
a circuit having resistance and inductance in series 
= r-^R watts. 

16. The load on a 220-volt alternator consists of 
200 incandescent lamps each of which takes 0.5 amp., 
also 20 hp. of motors with an average efficiency of 
85 per cent, and an average power factor of 80 per 
cent. Find the current output of the alternator, the 
kilowatt output of the alternator, the power factor of 
the tfttal load (the power factor of incandescent lamps 
is 100 per cent.), and the horse power of the engine, 
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if the alternator efficiency is 90 per cent. 

17. A wooden ring having a mean diameter of 10 
cm. and a cross section of 2 x 5 sq. cm. is wound 
with 300 turns of wire. 

(a) Find the flux per ampere. 

(b) Find the inductance of the coil ^^10'* henries). 

(c) Find the reactance of coil at 30 and 50 cycles. 

(d) Neglecting the resistance of the coil, find the 
current when connected across 100 volts with frequencies 
as in (c). 

(e) If a second coil of 600 turns is wound on top 
of the 200 turns what will be the inductance of this 
new coil ? 

(f) How does the value of L vary with the number 
of turns of the coil ? 

(g) If the two coils (600T and 200T) are connected 
in series what will be the total inductance ? 

(h) If the two coils are connected in series but 
their magnetic effects are in opposition what will be 
the total inductance ? 

18. A choke coil of negligible resistance ti^kes 5 
amp. from 220-volt, 50-cycle mains. What current 
will it take- from 220-volt, 25-cycle mains ? Will the 
current and voltage be in the same phase relation as 
before ? 

What is the average power taken from the line ? 
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What is the maximum rate at which energx- is 
given to the circuit during one half cycle and returned 
by the circuit to the line during the next half cycle for 
the two frequencies ? 

19. • Explain exactly what you mean by the induc¬ 
tance of a coil with an iron core (a) when the permeabi¬ 
lity of the iron is constant, (b) when the iron is saturated 
and the permeability varies for each new value of the 
flux density. (C. and G., II). 



CHAPTER VIII. 


CAPaCITANCB. 

Two conducting surfaces, insulated from each 
other, possess electro-static CAPACITY. Such an arrange¬ 
ment embodied as a piece of apparatus is called an 
Electrical Condenser. 

221. Capacity of a Condenser.— The capacity 
of a condenser is measured by the quantity of electricity 
which must be given to it to establish unit potential 
difference between the coatings; if one coating be earthed 
the capacity of the condenser will be measured by the 
quantity of electricity necessary to raise the other coating 
to unit potential, i. e., the capacity of the condenser 
is numerically the same as the capacity of one plate 
A when the other plate B is earthed, 

222. Charging a Condenser in Series and in 
parallel. —When the plates of a condenser are connected 
respectively to the positive and negative terminals of a 
direct-current generator, the condenser becomes charged. 

When several capacities are connected end to end 
so that the same dielectric flux passes through each of 
them they are said to be in Series or in cascade. 

The combination is equivalent to a single condenser, 
the plates of which have an area ^qual to the sum of the 
areas of the separate condensers, provided the dielectrics 
are of the same material and thickness. 
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In the case of the series or cascade arrangement 
(one pole being earthed, i. e., at zero potential) a charge 
Q resides on the inner surface of each condenser, when a 
charge of Q units of electricity is given to the end 
condenser (not earthed), and the potential V is distributed 
among the individual condensers according to their capa¬ 
cities, we have 

V=Vj+V2 + V3 


Q 

C, 


+ 2-+Q 

c,+c. 


I '“'2 ''3 

If C be the joint capacity of the combination 


V 


2 

C‘ 


. Q __2_ + A 
"c “ Cl ^ c. 




Compare with Conductances in Series. 

The energy acquired by a charged condenser is 
measured by the amount of work done in charging it to 
the given difference of potential, and we have 

W = J QV=J CV2 = i-^ergs. 

When several capacities are connected between 
the same pair of equjpotential surfaces so that, the same 
potential drop is established through each they are 
said to be in Parallel. The capacity of a number 
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of condensers in parallel is equal to the sum of the 
individual capacities. 

If C be'the joint capacity of condensers, of capacity 
C,, Cj, Cj, etc., connected in parallel, 

C = Cj+C24"C3. 

Compare with Conductances in Parallel 

223. The Quantity of Electricity Stored in 
a Condenser.— called the charge, is equal to the 
average current flowing into the condenser multiplied 
by the time during which it flows or is equal to 

j idt where i is the charging current at any instant. 

In any condenser this charge is found to be directly 
proportional to the applied voltage or 
q = C e. 

where q is the charge in coulombs (amperes x seconds), 
e is the applied voltage. 

C is a constant called the capacity of the con¬ 
denser and is e.xpressed in farads. 

The plates act merely as carriers or distri- 
nuTORS of the charge, while its actual seat, is the 
surface of the dielectric. 

The capacity of any given condenser is determined 
by the dimensions of its plates, their distance apart, 
and the nature of the dielectric which separates them. 
The charge dq due to current i during interval 
dt Ls^: dq=idt. ... (1) 

The practical unit of charge or quantity, q, is the- 

coulomb. 
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Again q=C e. ... (2) 

Substituting from (1) into (2), since 



and dq=Cde, 

de - (^) 

'“‘^'dt ■ 

which is called thf. Charging Current, or C,opa¬ 
city Current of the condenser. 


C=^' Compare, 

d t d t 

The formula for charging current per conductor is 
' 2jr{ X c X E 
I'd®' 




' X length in miles. 


. -0.1883 

when C (m micro farads mile) =-r- 

log-' 

r 

224. To Transform Capacity Expressed in 
Electrostatic Units into Electromagnetic Units" 


the former should be multiplied b}-^:, vvhere V is the 

“ Y a 

velocity of light=3 x IQi® cm. per sec. 

The practical electromagnetic unit of capacity, 
is farads where C is expressed in electrostatic units, 
C 

Capacity in farads=-^x 10® where C is in e. s. unit 

• 1 ' cm 

.'.Farads=Electrostatic unit x 
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■One Microfaracl-= 1 x 10~® farad (millionth part of the 
farad.) 


22S> Voltage and Current relations in Capa» 
city Circuits- —The charge in the condenser changes 
from zero to Qm = CEm coulombs in the time’ of one 

(juarter of a cycle or-^ j seconds so that, since 

charge = average current x time 

Qm = CE,„ = L„x~^ 

and I„ the average current = 4 / CEm amp. 

Now the maximum charging current I,,, 

= I,,„ X ^ = -yx-\ f CE 


=2 ir X/ CE,,ff 

In direct current circuits E = IK. 

In capacity circuits E = IX, 

u here X is called the capacity reactance and is expres¬ 


sed in ohms, it is numerically equal to 


1 

JVJ'f 


Ai.tekn.ative method 

Q = C e=jidt, .'. 



If the voltage applied to the capacity circuit be 

e=E,„ sin 6, where ^=2’r per cycle or 2 f per second 
• • 

I . . . db 

the current i flowing through the circuit=«=Cu^. 
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. ^ (le (E.„ sin 2 ,r /1) 

or » = c.——=C.-ri-• 

dt d t 

= 2 ir f CE„| cos 2 IT /1 

= I„ cos S=I„, sin (tf + 90). 

The sirie wave of the current therefore leads the sine 
wave of voltage by 90 degrees also E=rIX where 

2^/C • 

Example 1. An alternating E. M. F. of 110' 
volts sends 2.5 amps, through a capacity circuit at 50 
cycles. Find the reactance also the capacity of the 
condenser. 

Solution.— 

X, the reactance= 44 ohms. 

1 Z»J 


C, 


the capacity = 


1 _ i _ 

2”'/x~ 2^x50x44 


= 7.24 X 10- ® =72.4 microfarads. 

If the voltage applied to the above circuit is kept 
constant at 110, find the current that will flow 
through the capacity circuit at 25, 50 and 100 cycles. 


X, the reactance =; 


is inversely proportional 


2’r/C 

to the frequency =44 ohms at 50 cycles, 


I, the current = is therefore proportional 

• • 

to the ‘frequency and so has values of 1.25 amp. at 
25 cycles and 5 amps, at 100 cycles. 
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226. Flu* Due to Unit Charge.— The force 
with which a unit charge acts on another unit charge- 
distant r centimetre in air is 

/=-^i-Jynes. ... (1) 

and the intensity of the dielectric field is 

F=— 2 lines per sq. centimetre. ... (2) 

But the surface of a sphere, the diameter of which is 
2r centimetres, is 4 w square centimetres. Therefore, 
the total dielectric flux emanating from unit charge is 

= -JT (3) 

= 4 irlines.... ... (4) 

Hence the total dielectric flux emanating from a charge 
Q=4 ir Q lines. 

227- Intensity .—The intensity of the electric field 
dines per square centimetre in air) is numerically the 
same as the force which that field exerts on unit charge. 

.Thus, if F be the intensity of the field at a distance 
r from a point charge, Q. is 

P- 

area of sphere of radius r 4 » r^ r=^ 

V=-jFdr 

The minus. sign is used beci^use work is done in 
bringing unit positive charge against the charge Q 
which is also assumed positive. 
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To find the potential at N at a distance of d centi' 
metres, from the charge Q at M. 

Substitute the value of F just obtained, 



^00 <00 


where d is the distance from M to N. 

228. Potential Gradient. —The potential gradi¬ 
ent, G, or the rate at which the potential changes at a 
given point is a measure of the electric stress to which 
the dielectric is subjected. The potential gradient, 
G, and the electric field intensity, F, are the same 
numerically. Thus, if the potential of a certain point 
falls at the rate of 10 units of potential per cm., the 
actual number of lines per sq. cm. at the point is also 10. 

By definition. 



Since, dV= — Fdr, 

G = F. 

In a dielectric of specific inductive capacity, Kf 
the intensity as well as the potential gradient fo'a 
given charge is less than in air. It is Ijk times the 
intensity in air. Thus, in the case of a sphere. 


the maximum possible value of G, or F under 
ordinary conditions in air, is not known exactly^ but is 
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in the neighbourhood of 30,000 volts per cm., or 100 
electrostatic units of potential. 

229. Capacity of a Sphere—If Q e.s. units be 
given to a spherical conductor of radius R cm. embedded 
in a medium of specific inductive capacity .K, the 

potential of the sphere is e. s. units. If C denote 

its capacity in this medium, its potential is also given 
li\- the expression QjC ; hence C = KR. With air as 
medium K is unity, and this reduces toC = R in cm. where 
\' is the potential of the charge Q, (or C = Q/VK, but V 
= R/Q,.-. C = R/K, .-. K= 1, C = R.) Hence the capacity 
of an isolated spherical conductor in air is, in e.s. 
units, numerically equal to its radius in centimetres ; 
in a medium other than air, the capacity, in e.s. units, 
is numerically equal to its radius in centimetres multipli¬ 
ed by K. The value of C in Farads is found by dividing 
C in centimetres by the constant 9 x 10*’. 

Example 2. A charge of 80 C.G.S. units raises the 
potential of a spherical conductor in air from 15 to 
25 units. Find the radius of the conductor. 

Solution.— 

The capacity of the conductor is from the defini¬ 
tion given by 

r 80 _ 80 _ 

25-15 ~ 10 “ ’ 

• * 

and since the capacity of a spherical conductor'in air 
is measured by its radius, the radius of the given 
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conductor is 8 cm. 

Note:—To find the capacity of a condenser ;— 

(1) first-find the intensity, then 

(2) determine the difference of potential e, then 

to find'C(3) apply the formula C = ^. 


230. Capacity of Two Parallel Plates so Lar^e 


/V-9. **V 

—I— 

B 

Fig. 8.01 


that the Effects of 
T their Edges may 
d be Neglected.— The 

I total flux set up by 
a charge, Q, is 4 ir Q 
(Fig. 8 01.) 

The intensity 


AK 


where K is 


the dielectric constant and 


A is the area of one-side of the plate. 
e=Fd. The potential difference is 



0 



4^Q cl 
A K 


where d is the distance between the plates, or the 
thickness of the dielectrics. 

The capacity 


C= 


Q _ AK^kA 
e ~ 4»d 4 » d 
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C is given in microfarads in the expression 


« , A (sq. cms.) . , , 

C = k -;-i-L--!—^microfarads 

4 >rd (cms.) X 9 X 10®. 

when A is given in square centimetres, and the thickness 
d in centimetres. 


The potential gradient, G, is a constant in the 
dielectric between the plates, since the flux lines are 
parallel. 

Thus, 

P _ _ “lirQ _ SirCe _ e k 

~ dx “ A A ~ A 
in which e is the difference of potential of the plates 
and k is a constant = 4irC. 


231. Stack of Plates— Let N=the number of 
metal plates in the stack; there will then be N — 1 effec¬ 
tive dielectric sheets or N — 1 parallel plate condensers 
in series. K = specific inductive capacity of medium 
between conductors; medium assumed uniform ; for 
air K=l, C= capacity of the condenser formed by the 
two conductors.D = thickness of dielectric in inches, A = 
the surface in square inches, a and d the dimensions in 
centimetres corresponding to S and D. The capacity 
of a stack of N metal plates, connected in series, is 


C = 


Ka 

4 TT d (N-1) 


statfarads 


=2.246x 10-^ 


K A* 

p microfarads. 
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Example 3. A condenser has plates of tinfoil 
which are 50' long and 5" wide and arc separated by 
paraffined paper .003 thick. Find the capacity. 
Solution.— 

A=2 X 50 X 12 X 5 = 6000 sq. in. since both sides of 
each plate are dctive= 38700 sq.cm. 
d=.003 in. =.0076 cm. 

K=2.0 

.-. C in farads = x x 38700 x 2 

= .9x10"® farads. 

= .9 microfarads. 

232- Capacity of a Spherical Concentric 
Condenser.—In two spherical concentric bodies with- 
charges plus and minus Q, 

where the dielectric has a specific inductive capacity K. 



Fig. 80.2, 

-x = r 

The potential difference is e= — IFdx; 

«=r, 

where t and rj are* radii respectively of the inner and 
outer surfaces of the condenser. 
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k k r r, 

. Therefore the capacity of the condenser is 


C = k—;— 77 r^-*—^^ microfarads. 

9x 10* X (rj-r-j) 

Potential gradient between concentric spheres. 
G=— 
de= — Fdr, 


X'^ x-^ 


fi -r 


Tj-r x^i 


At the surface of the smaller sphere, x=r, whence 
the gradient is • • ‘ 

r-!i ^ 

r (rj-r) 

Alternative Proof. If the two coatings of a 

parallel plate condenser be formed into two spheres 

one within the other, the radii of which are rj and 

respectively, then the thickness of the dielectric will be 

. •d=ri-r2 

and if d be very small we have 

/-* , A t * 4 IT rf , 

G = k.-r= ---- —r- 

4*-(ri-r2) 4ir(rj-r2) 


28 
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Butrf = ri Tj (approximately), and the capacity of a 
spherical condenser is 

C=k = k C.G.S. units r. 

4^(r,-r^) r,-r^ • 

and r .2 ’being in centimetres. 

233. The Capacity of a Concentric Cylinder. 

Let the internal radius of the outer cylinder her j, and 
T the radius of the inner cylinder or conductor. 
Let the charges be + Q per cm. of length of the cylinder 
(Fig. 8.03). K = the dieletric constant. Then, by Gauss’ 
theorem, the flux emanating from each centimetre of 
length = 4 IT Q., 

Lines of flux are here 
assumed to extend radiidly. 
At a distance, x, from 
the centre of the cylinder 
the intensity at a point 
V dx is the total number of lines 

Fig. 8.03 divided by the area, or, 

K 4 xQ _ 2_Q 

2irxK .xK ■ 

Thus, the potential difference between the two cylinders 

^[|ogr-logri] 


=■=— 1 Fdx=— ( - — 


dx= — • 
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and the capacity is 

^ Q K . 

C = - - =- in cm. 

^ 21og.,'j 

r 

per cm. length of the concentric cylinder. , 

Two Coocentric Cylindrical, Metallic 
Surfaces Insulated from each other.— As in sub¬ 
marine and concentric cables form a condenser, and 
the e.xpression for the capacity for a length / is 

,, , 7 (eras.) 

C = K-_- C.O.S. units. 

2 log, -JJ_ 
r 



Where 1 is the length of the metallic cylinders in 
centimetres, r, is the internal radius of the outer cylin¬ 
der, and r the external radius of the inner cylinder. 

7.354 xlO-SK. . , 

=-;- Ty—' microfarads per 1000 feet, 

log,o^;(or4) 

The gradient at any distance, x, from the centre is 
„ 2Q 2Ce 2e 1 
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e 

“Xlog 

At the surface of the inner conductor, x = r. 

* g 

G = —-, and this is the greatest value of 

r log —the gradient. 

In these formulae no account is taken of any 
effects due to the ends of the concentric cylinder. 
For the special casg of an outer cylinder of radius rj 
= eo, C = 0. 

284. Capacity of a Transmission Line- —The 

line is represented in section in Fig. 8.04, with, r, 
the radius, and D, the distance between ceritres, of the 
wires A and B. and K the dielectric constant. Let A 
be charged-!-Q, and B, —Q. The flux lines emanating 
from A enter B. 



is Fi, that due to the charge on B is Fj,. 
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F - _■ 2Q 

(C—lOK' 

The intensity due to the two charges is the sum 
of and Fb, since the direction of the lines of 
electrostatic force from A, due to a positive charge, is 
t‘he same as that due to B, which has a negative charge. 




- + 


1 

D-x 


] 


The potential difference is : 
r r 





and the capacity is therefore 


(A) 



K 



electrostatic unit 


per cm. length of circuit, not of wire. 

When D is greater than lOr the following formula 
may be used with an error of less than 1 per cent. 

C= - - -=r—Stat-farads percentimetre 

4l0ge -JL 
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3.677 xlO-SK 

-g— microfards per 1000 feet 

logio — 


4 log 


k _ 

X 9 X 1011 
r 


farads. 


= - - ]JZr - farads (electro- 

0 —p-} X 9.x 10’' magnetic unit). 

When connected to a source of alternating E.M.F., 
the effective value of the charging current is I,,=27r/C.E. 
when E is the effective value of the line voltage. 

The voltage is frequently taken from one side of 
the line to neutral, that is to the point of zero potential 
of the system. When this voltage to neutral is used, 
the capacity to ground or to neutral, is twice as great as 
the capacity between lines. 

This follows, since 1^=2 / C„ E„ where C„ and 

E„ are capacity and voltage to neutral, and for single 

E 

phase system, E„= -y. For three-phase S 3 ’stem, E„= 
E 


2x9xlfriixlog P-— 

. r . 

farads per cm. of line, since in using the material, the 
length of the line is the transmission distance. 
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, . , . , . , 0.0074 

Reducing values to practical units, note that,-— 

logio V 

is the capacity to neutral per 1000 ft. Oi line in rnicro- 
2 r f C,. E„ . 


farads aiuE 


10 « 


• is the charging current per 1000' 


ft. of line in ampere. 


19.41x10-3 K . , , 

--^-FT- niicrotarads per mile. 

, I)/ 2 D \ * 

log,o 


Example 4. What is the capacity of two parallel' 
overhead bare No. 00 S.W.G. wires 18 inches apart and 
each one mile long ? 


C per mile of line= 


’x 19.41 X 10-* 


'gio 


2x 18 


micro farads. 


= 0.0193 microfarads. 


235. Capacity of each Conductor in a three'^ 
phase Circuit. —The capacity of a conductor in a 
three-phase system depends on its position relatively 
to the other conductors in the system. 

(a) When the conductors are placed at the vertices of 
an equilateral triangle. From equation (A) the potential' 
difference between any conductoi^ (Fig 8.05) and the 
neutral plane halfway between the conductor arid either 
of the other conductbrs is, 
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E_iQlo. 

and the capacity of each conductor 

i Q I ^ D-r 
"K 


' ? i )"'7'¥ 


X 


|f—0—0—' 

—e-—- 4 ® 


=-])—r— electrostatic units ^ 

21ogj- per cm. length of 

conductor Fig. 8.05. 

i.e., tbe capacity of each po.iductor in a three-phase 
system, when the conductors are placed at the vertices 
of an equilateral triangle is twice the capacity of the 
loop formed by any two of the conductors. 

(h) When the conductors .< D i-i p_ ' 

are in the same plane. X B r 

From equation ( A ) the ^ " ‘ W 

potential diiferfence between Fig. 8.06. 

A or B (Fig. 8.06) and their neutral plane is 
T’ 2Q , D-r 

the potential difference between A or C and their neutral, 
plane is 

„ 2Q , 2 D-r 

and the potential difference between B' or C and their 
neutral plane is , 

F _ 2 Q 1 D-r 

Es- -g- Jog -J- • 


, 2 D-r 

logc —— . 


-K ■ 
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As the conductors of polyphase systems are transpos¬ 
ed,. the capacities of the conductors are sensibly equal, 
and are Ifitndi as loBwws 


-K® '“«■ 



_ - electrostatic units per cm. 

2 log —length of conductor 
r 

236- Single Round Wire Parallel to the 
Ground* —The capacity of the actual 
■condenser formed by the wire and the 
earth (assumed equivalent to an infinite 
conducting plane parallel to the wire) is 
the same as the capacity to neutral of the 
fictitious condenser formed by the wire 
and its image, the distance between the 
two wires of this fictitious condenser 
being D=:2H. Hence using the approxi¬ 
mate expressions, since the wire is 
practically always more than 10 times 
its diameter above the other, the capacity Fig. 8.07. 
between the wire and the earth is 
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7.354x 10-3 K . , 

-4ll~ microfarads per 1000 ft. 

l°gio_ 

d 


.38.83 x 10-3K . , . 

—*-;pFT— microfarads per mile. 


Example 6. What is the capacity of one mile 
of single overhead bare no 00 S.W.G wire 20 feet above 
the ground, with earth return ? Take h and r both 
in inches. 

Solution.— 


C per mile= 


.38.83x 10-3 


logio 


4x20x 12 


.348 


microfarads 


= 11.2 X 10-3 = 0.0112 microfarads. 

Capacity of a single conductor cable with 

ground metallic sheath. 

„ 0-03883 K. , ... ■ . . 

C= -Y-m. f. per mile where s = intertnel 

logic (s/r) 

radius of metallic sheathing and r=radius of conductor. 

Examp e 6. What is the capacity of one mile 
of No 00 S. W. G. lead covered cable with rubber 
insulation .15 inch thick? K=2.5 ; d=.348 inch 
.-. r=.174 and the external diameter of the insulation 
D=.348 + .3 = .648. 

Solutidh.— 


Cper mile = 


38.83x2.5x 10-3 


logic 


.648 


microfarads 


.174 

= .170 microfarads. 
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237- Normal Capacity of a Two«Conductor 
Cable.- 

C..,= ——-o-"n 2 -statfarads per cm. 


3.677 X 10-3 K . , , 

-—i=r 3 - 5 " microfarads per 1000 it. 

/2a D3-ii.iv 

’iw) 



Fig. 8.08 

288. Capacity of a Three-Phase Cable.— 

Capacity to neutral per 1000 ft. of line is given in 
microfarads. 

If R=the radius of the surrounding sheath. 
r=radius of one wire. 

a=distance from the centre, or neutral*poiht to the 
centre of one of. the wires. 

C„ _ 0.0074 • _ . 

1000 " JTI 

logio r V RHa*+R2a* 
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238. Energy stored in the Dielectric Field — 

When the intensity of a dielectric field increases or 
decreases, a current i flows to or from the charged body. 

Let D = Electrostatic density, 

K = Specific inductance capacity, 
i = the charging current, 

P,.=the power delivered in the circuit. 

W,.=the energy required to increase or decrease 
the intensity of the dielectric field. 

•_ 

'“"dt• 

and q = Ce. 


Therefore, • 



CAPACITANCE 


445' 


C e2 

= —ergs. 


When the applied voltage varies from e to zero. 
Now e=Fd 


and 


C = 


A K 


4rrd 

Substitute the values of e and C. 


4 ir d ^ 2 


AKpa j 
8 Jr 


ergs. 


But 


F= 


p_ 

K 


and" Ad=V cubic centimetres. 
1)2 

Therefore, W,.=-^ —j. x V ergs, 

. O TT K 


. = - 3 — etgs per cubic centimetres. 

o tr 

= 2 —ergs per cubic centimetres. 

O IT K 

240. Charifintf and discharind Current in a 
Condenser Circuit. —If an electromotive force of 
constant value is applied to a circuit containing both* 
resistance and capacitance, a charging current flows in 
the circuit. 
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Let E = the applied electromotive force, 
R=the resistance of the circuit, 

C = the capacity of the circuit, 


dq 

dt 


= the rate at which the capacitance charges 


discharges. 

For a charging current. 




dq _ dt 
RC ’ 

0 0 

i - _i -iL 

] q-CE I RC 
q t 



and q=CE^ 1 —e 

But CE = Q 

. dq 

and 1 = — 

dt 

Substituting. 



or 
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E-S. 

C_EC-q 
R “ RC' 

E C-E 

RC 


Therefore i = 



When a circuit containing both resistance and 
capacitance ‘is disconnected from a source of constant 
electromotive force, and the circuit closed, a discharging 
current flows in the circuit. 


For a discharging current. 


q 

C 


+Katl=o; 

at 


dq dt 
“q RC ’ 

« 0 

[ dq_[ dt 

) "q - j RC’ 

q q 



q = Qc «<: 
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241. Means of Reducing Capacity —From 
the equations it is evident that the capacity of a given 
length of insulated conductor with metallic covering 
is decreased by (1) diminishing the dielectric constant 
of the, insulation, (2) increasing the internal diameter 
of the metallic covering and (3) reducing the diameter 
of its conductor. 

In most cases the thickness of insulation is deter¬ 
mined by its insulating qualities, and strength to with¬ 
stand breakdown by electrical and mechanical pressures. 

To reduce the capacity of overhead wires the dis¬ 
tance between them and from the ground should be 
increased. The advantage gained by the reduction 
in capacity is small in comparison with additional cost 
for the increase in distance and is thus not economical. 
The method of balancing the reactance of capacity 
and inductance can. be used to reduce the effect of 
capacity in electrical circuits. 

242. Dielectric Hysteresis: —Like magnetic 
hysteresis this is a form of energj- loss in dielectrics 
and is independent of any loss due to pure conduction. 
It has been experimentally shown that the energy (heat) 
dissipated in the dielectric of a condenser is greater 
with altermting current than when a constant difference 
of potential exists between the condenser terminals. 
This additional loss is due to dielectric hysteresis. 
The static Component of dielectric hysteres'is probably 
is proportional to the T6th power of the n^roor" 
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dielectric flux density. The Viscous component, 
forming the predominating part, follows the square 
law. Hence the power loss in dielectric is proportional 
to the square of the flux densit)- and the square of the 
frequency which corresponds to the viscous component 
of hysteresis. Electrostatic hysteresis losses generally 
amount to no more than a fraction of one per cent of the 
volt ampere input of the condenser at frequencies from 
25 to 125 cycles and are much smaller than magnetic 
hysteresis when a- condenser is connected to an alternating 
Current system. The changing value of the dielectric 
flux induces alternating electromotive forces in any con¬ 
ducting particles that maj- have become embedded in the 
dielectric. Dielectric hj'steresis, therefore, is more nearly 
analogous to eddy currents than to magnetic hysteresis.' 

243. Factors Affecting Dielectric Strength- 

(1) Internal or external heating, 

(2) Chemical change,, 

(J) Absorption of moisture, 

(4) Nature of surrounding medium. 

(5) Size and shape of test electrodes. 

(6) Thickness of test specimen. ■ 

(7) Time rate of applj’ing the disruptive voltage,. 

whether continuous or alternating test pressure 
is eirfployed. 

(8) Order of magnitude of the test frequency. 

29 
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244. Corona —The Phenomenon of luminous 
discharge into the atmosphere consists of an electrostatic 
.(leakage) discharge between wires of different potential, 
when this difference e.Yceeds a ccrtaiir critical value 
depending on the diameters of the wires and their distance 
apart. It may result in a considerable loss of power 
in which case it may be necessary to increase the 
•conductor diameter or the effective size of the conductor 
but the power losses are negligible for voltages up 
to 45000. 


Example 7. The voltage at the receiving end of 
a 50 cycle three-phase transmission line 14 miles in 
length is 6000 between the lines. The line consists 
of three wires of No. 0 S.W.G. (d=.82 cm.) 30" apart, 
and of sepecific resistance = 1.8 x 10~®. 

What is the charging current of the line, how 
many volt-amps, does it represent, and what percentage 
■of the full-load currant of 50 amperes is it ? 

Solution.— 


If i = length of the line pet wire, 

/, = distance between wires, 
d=diameter of transmission wire, 
then, the capacity per wire 
.24 X 10-6 X 


C =. 


^ogio. 


2 L 


m/. 


Here, f = 2.23 x 10® cms., f,=30 x 2.254 cms., dss.82cni- 
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C = 


.24 X 10-6 X 2.23 X 10« 


logio 


2 X 30 X 2.54 
■ .82 


= .236 m/. 


The charging current per line is given by I = 27r/CE 
10-6 £ representing the voltage (effective) 

lietween the line and the neutral. 


Thus, I =2 X 3.14 X 50 x .236 x x lO'® , 

V 3 

= .28 amp. 

or, .56 per cent, of full-load current ; 


(hence, its influence on the transmission voltage is 
.negligible). The volt-ampere input of the transmission is 


V 3 I E = n/ 3 X. 28x6600 
= 3200 

= ,i.2 Kv. amperes. 


Exercises 


1. Determine the capacity of a pair of No. 0000 
S. W. G. line wires, two feet apart, and three miles 
long. 

2. If a circuit having a resistance of 12 ohms 
and a capacity of 10 microfarads has a constant E. M. F. 
of 220 volts impressed upon it, how long will it take for 
the current to sink to half its initial value ? 

3. Petermine the energy wh^h can be electrically 
stored in a cubic inch of mica dielectric When the 
applied potential is 440 volts per mil thickness. 
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4. Find the current produced b)' a 5o os alterna¬ 
ting E. M. F. of 220 volts in a circuit having 20 ohms 
resistance and a capacity of 40 microfarads. What 
is the power factor of the circuit ? 

5. .It is desireil to construct a condenser of crown^ 
glass plates 10x12 inches so that the power factor of its 
circuit having 10-5 ohms resistance shall be 90 percent 
for an oscillatory current of 40000 cycles. How many 
plates will be required if the thickness of each is .12 inch? 

6. Determine the instantaneous value of a 50 os 
alternating current 4.7.1 seconds after impressing a har¬ 
monic E, M. F. of 220 volts (effective) upon a circuit 
having a resistance of 50 ohms and a capacit)' of 20' 
microfarads. 

(7) It is desired to connect a single 50-volt 30- 

watt lamp to 110-volt 50-c\’cle mains by means of a 
condenser. Calculate the capacity of the condenser 
required and the power-factor of the load when the 
lamp is lighted. (C. and G., II) 

(8) Calculate the capacity current of a concentric 
cable 10 miles long, 0.25 mfd. capacity per mile, when, 
supplied at 6600 volts 50 os. 

If a non-inductive load of 100 kilowatts comes 
to the cable, what is the new value of the cable current.-’ 

(9) Calculate the capacity current taken by h 
concentric cable 15 miles long, 0.5 uifd. permile> 
•when supplied at 6600 volts 50, os. 
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A non-inductive load of 100 kilowatts comes on to 
the cable. Find the total current now taken. 

What difference would it make if the load were 
inductive ? 

(10) A. P. D. of 2000 volts, 50 cycles per sec., is 
applied to test a cable of 14 mfd. capacity through a 
resistance of 110 ohms. Find the current which will 
be taken from the sup)>ly, and the phase difference 
between the current and the impressed P. D. 

(C. and G., II). 

(11) Prove the relation between the capacity, 

resistance, and inductance when resonance is established 
in an oscillating circuit. A circuit has a capacity of 
0.003 microfarad and an inductance of 0.011 millihenry. 
•Calculate the frequency at which resonance will take 
place. (C. and G., II). 

(12) What is meant by resonance in an electrical 

circuit ? A condenser of 1.5 microfarads capacity 
and a variable choking coil of 15 ohms resistance are. 
connected in series to a 50-cycle 100 volt supply, the 
wave shape of which has a strong third harmonic. 
What value of the inductance will give resonance (a) 
with the third harmonic, (b) with the fundamental 
frequency ? ' (C- and G., II). 

(13) How many sheets of mica ff.l mm. thick 
Separating plates of 200 sq. cm.^area required to cons¬ 
truct a condenser of 1 microfarad capacity (thS specific 
inductive capacity of mica is 6) ? 
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If plates are 0.1 mm. thick what are the dimen¬ 
sions of the condenser ? 

(14) A condenser of 100-microfarad capacity is 
connected across a 220 volt line :— 

(a) ,What current will flow at 25, 50 and 120 

cycles ? 

(b) What is the average power taken from the 
line in each case ? 

(c) What is the maximum rate at which energy 
is given to the condenser during one half 
cycle and returned by the condenser to the 
line during the next half cycle ? 

(d) What is the maximum charge in the condenser 
on each half cj'cle ? 

(e) What average current would this maintain in 
an external circuit for 1/480 sec. ? What 
effective current if the current changes as 
a cosine function (compare with a) ? 

(f) Explain, without formulae, why the current is 

directly proportional to the frequency, the 
voltage being constant; the reverse is the case 
for an inductive circuit. 

(15) A condenser of 100-microfarad capacity and 
a non-inductive resistance of 10 ohms are connected 
in series across a 220-volt line ;— 

(a) What current will flow when the frequency 

is 25, 50 and 120 cycle ? 

(b) *What is the average power taken from the 

line in each case ? Explain this is equal to I® R» 
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(c) What is the voltage drop across each part of 
the circuit at 60 cycles ? 

(d) What is the power factor of the circuit ia 
each case ? 

10. Explain the effect of applying to the termi¬ 
nals of a condenser, the resistance of which is many 
megohms, an alternating electromotive force. What 
electromotive force will be required to drive 10 virtual 
amperes through a circuit containing a condenser of 
which the resistance is 1200 megohms, and its capacity 
22 microfarads, the frequency of supply being 80’ 
periods per second. (Ord., A. C., 1908). 

17. Give the physical (non-mathematical) reasons 
why a condenser produces a lead, and why a self-in¬ 
duction produces a lag, in an alternating current. At 
what frequency will a capacity of 1 microfarad, and a 
self-induction of 1 henry exactly annul one another’s 
effects ? ;Ord A. C. 1910). 
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306. 

Regulation, of alternators, 

307- 

E. M. F. method of 
calculation of, 308. 

M. jM. F. method of 
calculation of, 312. 
Regulation, of motor, I84. 
to improve, 313, 
of p. D. of shunt 
dynamo, 150. 
of , motor speed by 
varying excitation, 221. 
by series parallel control, 
220, 

by series resistaiKe, 220. 
Repulsion between conductor 
and return conductor 6. 
Resistance, effective, 252. ' 
equivalent, 254. 

Reverse, the ,/notor, 205. 
Root-mean-square current, 
957 - . ■ 

Self-excitation of dynamos, 

I >2. 


Self-exciting Generators 112. 
Self-inductance, 343. 
calculation of, 34?. 
of alternator, 306. 
effect on commutation, 

I 26. 

Separately excited dynamos, r i» 
Seiies geneiator, 113. 

ruin ing alternators in,313. 
generators in, 153. 
running, compjuno generator 
in, 154. 

shunt generator in, 154. 
series generator in,i53» 
disadvantages of, 114. 
use of, 114, 

Series parallel control of 
motors, 206. 

Shunt generator, 116. 

use, 118. 

Shunt motor. 

Rheostat, design, 161. 

Skin effect, 333. 

„ „ factor, 253. 
Spatkiess commutation, i 27 ' 
Single or monophase current, 
274. 

'Speed, of motor, 179. 

of shunt dytiamo usrf 
as a motor, i85^( 
variation of motor, ifJ 



INDEX 


463 


Speed control, of compound 
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This law of Stienmetz does not hold good for high 
values of B, the inaccuracy beginning to be important 
when H is about 10,000 lines per sq. cm. The most 
recent results point to an index of 1.7 for armature iron 
and lower values for cast-steel and cast-iron. 

P. 110 . 

A revolving armature alternating current can be 
arranged from any direct current generator by fitting 
suitable collector rings mounted on proper insulators. 

P. 114 . 

Disadvantages : --( 2 ) It is liable to become reversed 
in polarity owing to the failure of a Prime-mover, and be 
driven os a motor. It may then be short circuited by 
a Reverse Current Circuit Breaker. 

Ideal Prime-movers give a constant torque such as 
a steam engine with fixed cut off and constant steam 
pressure. 

In series dynamo the speed and therefore the 
pressure at terminals would adjust itself to suit the 
motor load. Regulating devices are provided to maintain 
constant current. Regulators controlled by» the main 
current or part of it can be made to act on mechanism 
designed to vary the speed of the Prime-movers. 'Where 
the speed ofthe prime mover cannot be varied, automatic- 
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devices are made to alter the magnetic field cut by the 
armature conductors (1) by shunting a portion of the 
main^current, (2) by shifting the position of the current 
on the commutator. 

The first method leads to sparking troubles and 
greater armature reaction due to the weakening of the 
field, so it is inadvisable to shunt more than 1 /d of 
the total current. 

P. 116 . 

In the case of series or compoiKid dynamo the 
polarity of the field would be probably reversed and 
serious results occur. 

P. 118. 

Art. 62:—After ‘within a certain limit.’ In shunt 
dynamo it will have probably no ill effect as the shunt 
dynamo would run as a motor in the same direction as 
before. Generally a reverse current cutout is installed 
in the charging circuit, 

P. 121. 

Art. 66 After ‘within its range.’ If all the power 
is used so near the busbar that there is no considerable 
line drop the generator is flat compounded. 

P. 122. 

After “^rom the generator” so that the generator 
voltage at full-load ^is higher than at no-load» thereby 
compensating the line drop and maintaining constant 
voltage at the load. 
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P. 134 . 

1. Approximate:— Rating from dimension and 
speed: - 

]^= K/d-n 

where gross length oi armature core in inches'. 

d = external diameter of the armature core in inches, 
n = speed in revolutions per minute. 

P = power rating of the motor in Power House, 
k — a iactor which ranges from ’00002 for a 5 
H. P. motor to .00004 for a 50 H. P. motor. 

The rating of an enclosed motor is about 65 per cent 
of that of an open motor of the same size and speed. 

I'or generators in Kw rating, k ranges from 
0.000015 for a 5 Jew. generator 
to 0.000030 for a 50 kw. 

0.000032 for a 200 kw. 

50 °/„ overload for one hour 
25 °/, „ „ three hours. 

P. 142 . 

Note that generators are assumed to have their 
highest efficiency at 75 per cent, of their rated output. 
The highest efficiency of prime movers should be at the 
same point but the prime mover should be capable of 
driving thf generator at 50 per gent above the most 
economical output so as to allow for emergdht short 
period overloads. 
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2- The Chief advantages of D- C. Motors:— 

'^) The possibilitj- of automatic speed variation of 
series and compound motors without excessive power 
lost in rheostats. 

( 2 ) The possibility of speed adjustment in shunt 
motors by field rheostats, thereby obtaining at high 
efficiency any number of speeds that remain constant at 
the required values, at all loads. 

( 3 ) The absence of reactance in line drop. 

(4) The possibility of connecting motors to the 
same circuit as storage batteries or other electrolytic 
apparatus. 

P. 171 . 

Art. 108 . A shunt machine will not operate at all 
if rotated in the wrong direction. 

Art. 109 . A shunt machine will operate either as a 
generator or as a motor ^vith the same direction of 
rotation and this is true of the compound machine. 
When the machine changes from a generator to a motor 
the current in both armature and series field reverses. 
If the machine is cumulative compounded it will work 
as a differentially compounded motor which last is not 
generally used. Thus if we want to run a compound 
generator a» a motor it is generally necessary to reverse 

the connections of its series field. Series motor with a 

• • 

given connection and direction of rotation will n6ver act 
as a generator. Thus to act as a generator a 
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motor, the series machine must rotate in the oppsite 
direction to its rotation as a motor or else the connection 
of its field or armature must be reversed. 

P. 176 . 

If when the machine is operating at such a speed 
that the voltage generated by the machine is the same as 
that of the line, and (as a consequence the current is zero), 
the field is strengthend b}’’ cutting out some of the field 
resistance in the field circuit, the voltage of the machine 
will exceed that of the line. The machine will then 
force current in the direction of its ow'n e. m. f. or it 
w'ill become a generator. A further increase in the field 
strength will furnish still more current. 

P. 186 . 

Art. 118 (a) After:—“rfe(iuiring a steady speed”, 
driving of line shafts to which a number of machines are 
belted, the operation of individual machine tools such as 
lathes, drill presses, planers, milling machines, and where 
heavy overloads are not common the shunt motor if driven 
above normal speed will act as a generator and return 
power to the line. This property may be exploited to 
■ return power while the car is descending hills and in 
some cases the use of shunt motor in cars may thus be 
justified. 

P. 187 . 

(b) Jlst para last lines—It, is a constant power 
■machine to a certain point hence it handles torijues that 
■would be too great for a shunt wound motor, and light- 
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load is automatical!}' hoisted rapidly and a heavy one 
more slowly. 

1st lines—The series coil in a compound motor 
may be wound to assist the shunt or to oppose it. Whei'e 

a larger.maximum, where close speed 

regulation is not necessary,.selected. Punch 

press, compressers for refrigerating plant crushers. 

P. 188. 

After ‘winding.’—It is standard practice with stock 
motors to supply approximately 15 per cent as many 
scries ampere turns as shunt ampere turns. The motor 
has a limiting speed as a shunt machine and if driven 
above this speed it will act as a generator. It, however, 
slows down more than a shunt motor under loail. 

P. 188. 

Art. 119.—The total Electrical power VI Supplied 
to the motor is utilised in (a) to Supply the power lost 
in heating the field magnets and to Supply the armature 
copper loss R, 1,,^ and (b) to force the Current through 
the armature in opposition to the induced E. M. F. e 
The part (b) is equal to el„ and according to Lena’s law 
it is all converted into actual mechanical Power which 
supplies the Stray power loss and the useful Power 
delivered at the pulley. The ratio of the Mechanical 
Power el, developed in the armature to the total Elec¬ 
trical Pow'er* VI delivered to the Motor is called the 
efficiency of conversion or electrical efficiency of the motor. 

= eL/vI„ 
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The ratio of the useful power delivered by a • motor 
to the total Mechanical Power developed in the motor 
armature is called the mechanical efficiency of the ijiotor, 

= (l.if —"')/l.. e 

The commercial efficiency of a motor is.equal to 
the product of its efficiencies of conversion and its 
mechanical efficiency. 

P. 205. 

Art. ].)0(1—)—After ‘current.' A series motor 
with certain ^alterations to prevent tweessive losses and 
heating ma)- be operated on alternating current. 

(2—) — After‘current.’ The direction of rotation is 
not reversed by reversing the applied voltage. A shunt 
machine will not generate at all if rotated in the wrong 
direction. 

P. 210. 

3. Protections against overspeed of a 
series motor 

(1) (rearing or other positive connection to a load 
that cannot be less than a safe minimum. 

(2) An operator iiho is present, controlling the 
speed whenever the motor is running. 

(3) Sufficient resistance in the motor circuit to 
keep down the back E. M. P'. and therefore the speed 
of the machine. This makes the machine inefficient and 
the speed less, specially at heavy loads. It is only suited 
to small motors. 
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P. 219. 

Art. 140 . Add first Art- 140 :—It is in danger of 
running away at light loads. 

P. 22 ^^ 

Art. 141 . ( 1 ) 2 nd para last:—The speed regulation 
at any speed less than maximum is poor with varying 
speed. 

(2) 2nd jiara lastThe speed regulation is good 
because the armature is connected directly across a 
source of constant e. ni. f. 

P. 222 and 223 . 

The speed of a series motor at a given load m-ay be 
varied by varying the resistance in the motor circuit, 
if the load on the motor be constant the current drawn 
from the line will be constant, regardless of the speed. 

P. 223 and 224 . Shunted Armature Connection:— 

If a. resistance is placed in parallel with the arma¬ 
ture of a series motor the motor will operate at less 
than the normal speed when all the starting resistances 
have been cut out. It is useful where a low speed is 
desired at light loads, and is particularly useful where 
the load becomes a negative one, i. e., where the load 
tends to over-haul the motor, as in lowering a heavy load. 
P. 228 . 

4. Speoification of D. C motor : (1) What 
D. C. voltage is available and whether it is a two-wire or 
threewire.system. ( 2 ) Where the motor is located (i-e. 
enclosed or open type). ( 3 ) What is the maximum lo*l 
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on the motor and how the load varies. ( 4 ) What auto¬ 
matic variation of speed is desired or allowable. (5) What 
speed adjustment is required to be made by hand at the 
will of the operator under various conditions. 

P. 240, 

Ex. .hh A certain 15-h. p., 220-volt shunt motor 
with a speed of 1200 r. p. m. has a stray power loss of 
fiOO watts. The resistance of the armature is 0.02 ohm. 
I'iiid the value of the armature current for which the 
armature e^ciency is a maximum and compute the 
armature •efficiency at this current. 

■ Ex. 34. A 220-volt D.C. shunt motor when running 
light, i. e., with no load except the losses in the armature 
lakes .m armature current of 15 amperes and rotates 
at a speed of 700 r. ]>. m. what will be its spceit when 
the output is 45 h. p. ? The losses in the field may be 
neglected and the resistance of the armature taken 
as 0.03 ohm. 

35 . A certain motor has an armature resistance 
of 0.05 ohm. The applied E. M. F. is 230 volts. The 
full-load speed with 50 amperes in the armature is 
1200 r. p. m. .\t what speed would the motor have to 
run to take zero current from the line ? If the applied 
E. M. F. is reduced 10 jrer cent. What will be the 
speed if the armature current is zero, it Jjeing assumed 
that the field is unsaturated so that the change of flux 
is proportional to the change of voltage. »What will 
be the full-load speed ? 
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P. 242 . 

Disadvantages:—After “ specially in the case of 
a breakdown.’ Its inherent \-oltage regulation and its 
eflicienci,' ;ye not so good as those of a direct current 
system -where clcctricit}’ is to be ilistributed for lighting 
only ainfnot at a greater distance than about a mile from 
the generating station. D. ti. will be most satisfactory 
and economical. 

P. 243 . 

Art. 149. After ‘as direct current.—Polyphase 
constant speed motors are preferable to D.'C.. motors 
because they are simpler .and cost less to maintain -than 
D. C. motors. 

P. 24 . 1 . 

The A. C. fan is somewhat less tidvantageous to 
the consumer in the matter of efficiency while it costs 
more to instal. From the supply company's point of 
view the low power ftictor of the single phase fan is a 
very serious disadvantage. 

P. 258 . 

The maximum value of the current strength attai¬ 
ned during the cycle is called Thic Amplitude of the 
Current. 

P. 26 P. 

After .•. Crest fuctor 

or Peak factor = . 
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P. 268. 

After (4) :— 

Reactive component is objectionable for :—(1) The 
greater tlie reactive component the less is the maximum 
working loail that may be put upon the alternator for 
the total apparant power (volt amperes) developed with 
a given E. M. F. is limited by the maximum current 
the armature conductor c;»n carry. 

(2) If the current lugs, it tends to demagnetize a 
field, to conjjiensate for this a stronger field is necessary, 
and henco more pow er is needed for excitation. 

. (.1) Owing to the greater current for a useful load, 
the cross-section of the cable has to be increased to keep 
the voltage drop and temperature rise within permissible 
limits. 

P. 270. 

Power factor due to capacitance applies to capacitive 
circuit as tliat due to inductance applies to an inductive 
circuit. The power factor due to capacit}' is leading 
while that due to inductance is lagging. The former is 
rarely met with in circuits excepting circuits of very 
high voltages but they can be produced by using an over 
excited synchronous motor or condenser. 

P. 277 

If three wires are used and the ammeter is placed 

in cither'outer and the voltmeter'across either outer and 

« 

the the common wire the current in the common wire is • 
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that carried by the two outers. Those not being in 
phase the resulting current is not twice but 2 times 
that carried by outers. 

Fig'. 6. 17 :— AA =100 

AB = 70.7 
BB = ]00 
BA = 70.7 

P. 295 . 

Art. 168 . After ‘of equal capacityan ammeter 

in any one line giving half the current supplied and the 

* 

product of the ammeter reading and the voltrrveter across 
either pair of lines giving half the apparent w atts supplied. 

P, 304 . 

Art 174 .:—( 1 ) The two-phase, has the advantage 
over three phase in requiring only two transformers, 
and in having tw’O phases that are insulated from 
each other and independent in their operation. 

( 2 ) The two-phase three-wire system, has the 
advantage over four-wire system, that the wiring is 
simplified there is a small saving in copper. 

(. 1 ) The three-jrhase system has the advantage over 
the two-phase three-wire that the three voltages between 
lines are equal, and all conductors are of the same size. 
P. 315 

S- To ^art a single alternator. —The followingf 
steps should be observed:— 

( 1 ) See that there is sufficient oil in the beaings, with 
the oil rings free to turn; that the switches are open. 
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( 2 ) Start the exciter and adjust for normal voltage.- 
Then start the alternator slowly. See that the oil rings 
are turning. 

(. 1 ) Allow the machine to reach normal speed. 
Turn the alternator held rheostat so that all of its 
resistance is in the field circuit. Close the field switch. 

(- 1 ) Adjust the rheostat of the exciter for the 
normal exciting voltage.. Then slowly increase the 
alternator voltage to normal hycuttting out the resistance 
of the field rheostat. 

( 5 ) dost? the main switch. 

P. 320 

6. Satisfactory parallel operation is shown 
by:—(1) correct divsion of load amongst the machines, 
( 2 ) freedom from bunting. 

P. 323 . 

Art. 189 -Last lines;—The use of solid pole leads 
to excessive eddy current losses, hence solid poles are 
not considered desirable. 

P. 324 . Art. 190 . ^AfterNo. 4 .) 

Caution.—The field, circuit of a generator to be 
disconnected from the bus-bars must not be opened 
before the main switch has been opened ; for, if the field 
circuit be opened first, a heavy current will flow between 
the armatures. 

P. 333 . 

After ‘is called SKIN EFFECT.’—It depends 
upon the shape of the section of the conductor as it is 
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greater in a circular than in a rectangular cross section 
of a conductor. It is due to variation of inductance 
from the surface to the centre of the conductor. 

F. 350 . 

Choke coil of lightning arrester must be verj^ highly 
insulated. 

Iron cores do not add to the damming action of a 
choke coil in the case of excessively (juick rushes of 
current which accompany lightning discharges for the 
reason that the iron does not have time to become 
magnetized. Hence lightning arrester choke coils are 
always made without iron cores. 

P. 420 . 

7. Effect of Alternating Current on insulax 
tion :—(1) The maximum value to which the insulation 
is subjected in A.C. circuit is fjl times the effective value. 

( 2 ) In -A. C. the stress in the insulating material 
is reversed and so the material becomes fatigued and so 
becomes less effective. The dielectric offers a certain 
opposition to the setting up of alternating charges. This 
is known as dielectric hysteresis. 

P. 421 . 

The capacity phenomenon is the same whether the 
capacity is in series or in parallel, only the numerical 
results differ.^ 

P. 425 . 

Power is not lost in impelling an A. C. in a circuit 
containing a condenser only for all the energy expended 
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in displacing the electricity in one direction and in 
stressing the dielectric of the condenser as the voltage 
increases during the first half of the cycle, is returned to 
the circuit during the last half alternation of a cycle 
when the voltage is decreasing, as the dielctric exerts its 
elasticity and pulls back into an unstressed edndilion. 
Very small losses of energy occur owing to Dielectric 
Hysteresis. 

P. 4-18. 

The alternating stress in an insulating material is 
accompai'yecf by a small loss of power. The dielectric 
offers a certain oppsition to the setting up of alternating 
charges. This is known as Dielectric Hysteresis. 











